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Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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AMENDMENTS TO AUTHORIZATIONS B.M.E.C. # as noted 
ee oak ae eee gk eee 7 November 1986 


TN. THE MATTER: OFF Section ks. (4) (by Ror chemi dingecode Ack; 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF authorizations. 


BoM. B.C. gi Genoa 13 


79 24 19 BoM. Geet ore ao 
80-4-26 82-10-48 
oil Kee Tare O2ae ao 
Sl-=O- 30 331-60 
S2-2-40 Be ieee a TBS) 
B2—3.54.) So=350 
ON <THE: SUBJECT OF; 
9g Kitchen Exhaust Heat Reclaim systems 


SHALL BE AMENDED AS FOLLOWS: 


Where any reference to date has been made by the 
APPLICANT or the COMMISSION on any submission or 
auchoOrEzatiton to the NoF.P A. 96) regardless of Ene 
date it shall read as of the date proclaimed for 
amendments to the Ontario Building code. 


REASONS : 


To forwarn all parties involved of the updating of 
relevant standards in the forthcoming amendments to 
the Ontario Building code and maintain uniformity to 
all parties. on fhe subject matter. 


MOVED AND ADOPTED THIS 7th DAY OF NOVEMBER, 1986 BY THE BUILDING 
MATERIALS EVALUATION COMMISSION. 
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Ministry 


of Building Code Commission 





Housing Building Materials Evaluation Commission 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


S 


AMENDMENTS TO AUTHORIZATIONS Beli. Cow 
Jo ae ee ge et ce ata ae aes as noted 
7 November 1986 





IN OTHE MATTER OF Section 13 (4) (b) or the. Building. Code 
Act, Revised Statutes of Ontario, 1960, Chapter 51 


AND IN THE MATTER OF authorizations: 


B.M.E.C. # dated up to. and. including 
7 November 1986 


ON THE SUBJECT OF: 
Any material or system. 
SHALL BE AMENDED AS FOLLOWS: 


These five (5) typical paragraphs shall be contained 
in all previous authorizations: 


1. ‘Where in the opinion,.cof the.COMMISSION snegative 
experience indicates that this authorization 
should be amended and/or terminated, the 
COMMISSION may by written notice to the 
applicant or the agent at the above address, 
withdraw tne authorization andino fustner 
installations shall be made subsequent to the 
effective date of the termination as set out in 
Lhe wratten. notice. 


2. The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
manner warrant or guarantee the correctness 
and/or the successful performance of the subject 
Mateer. 


3. This AUTHORIZATION may be mentioned in 
promotional and/or advertising material, however 
it is not to be used expressly or impliedly as 
an endorsement of any product, material, 
technique or design which is described herein- 


Rulin 





gS 


REASONS: 


This AUTHORIZATION is not transferable to any 
other party. If the APPLIGANT makeseany 
revision or change to the address or the 
materials, technique, design, system dand/or use 
of the samershall automatically bescausertor 
termination, unless prior approval is granted 
for such revision of change by the COMMISSION. 


Construction and Gnstallation shallebesrn 
conformance to all applicable governing 
legislation except that compliance with the 
terms and conditions described herein shall be 
deemedsnot- to sbesa cont ravencivonwor enessu eld ng 
Code. Where applicable any change in the Act, 
Regulation om Codesprovisionsmsnal I be qrounds 
for re-evaluation by the COMMISSION. 


To update all authroizations and delete similar 
wording and to maintain standard paragraphs. 


MOVED AND ADOPTED THIS 7th DAY OF NOVEMBER, 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION. 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


e 


TERMINATION OF AUTHORIZATION B.M.E.C. #76-4-4 
Se Bee 29 July 1977 





IN STHE MATIER OF “<Seceronm [c4) tb) of the Bualoaing Code “Act, 
Ri oO ce IG 
AND IN THE MATTER OF AUTHORIZATION TO: 
Cera Heat Industries Limited 
Poo. -Box 59 


Port Robinson, Ontario 
LOS 1KO 


ON eh "SUBIUCL Or: 
Fireplace Inserts/Liner 


SHALL BE TERMINATED AS FOLLOWS: 


9 SUDTeCe LO Daragqraphiesix 46! the AUCNOrIvaulon, no Lurtier 
installations shall be made as of the date of this termi- 
natwvon. 

REASONS: 


The manufacturer has discontinued production and market- 
ing of Bellirires*Pinep lace. Imserts/Liner.” “The manutbac- 
turer has requested that this authorization be allowed to 
Lapse. However, if the manufacturer decides to return 

to the Bellfires concept at some future date; they may 
make application to the Commission at any time in the 
furtive, 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 














Ministry of - 
Municipal Affairs Building Code Commission 
and Housing B 
: uilding Materials E 
Ontario ing Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


3 BoM Ce 2771-5 
TERMINATION OF AUTHORIZATION 8 September 1977 


IN THE MATTER OF Section 18(4)(b) ef the Building Code Act, 
Reo 0. 1980, Cheaper ol 


AND IN THE MATTER OF AUTHORIZATION TO: 


Fibre Therm Croporation 
eyo Park Dane insulators 
2600 John Street 

Una 22 

Markham, Ontario 

3k. 3W3 


ON “THE SUBJECT OF: 
Fibre Therm Cellulose Fiber Loose Fill Insulation. 
SHALL BE TERMINATED AS FOLLOWS: 
Subject to paragraphs 1 to 4 of Authorization B.M.E.C. 
#77-1=5. no further installations. shall be made ae of 
2 Ghe Mace lorrt tas termination. 
REASON: 
Subject to paragraph 4 of the Authorization the 
applicant has submitted that they no longer are in 


the manufacturing of cellulose insulation. 


MOVED AND ADOPTED THIS 20 DAY OF OCTOBER 1983, BY THE 
BUILDING MATERIALS EVALUATION COMMISSION. 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








TERMINATION OF AUTHORIZATION BOMB C.. Fel 3-7 
: Paar Mater) oS 25, OCtODer > 97 7 


IN; THE MATTER: OF Section) L&(4)i(b)) of the Bumlding! Code Act, 
RS eu G 


AND: IN THE MATTER OF AUTHORIZATION TO: 
Greet. 
14: Connells Count 
Toronto s.0ntarro 
MSZ: TE? 


ON THE SUBJECT OF: 


Self Powered Exit Sign 


SHALL BE TERMINATED AS FOLLOWS: 


Subject to a response by the Building Materials Evalua- 
tion Conmrssion von 2 5"October 19775 no anstal lations were 
ever constructed. 


REASONS: 


The applicant allowed this application to lapse and 
Peapplied “as an agent to; another applicant.) For further 
reference see Authorization by B.M.E.C. #84-3-69, 5 
September 1984. 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 
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Housing Building Materials Evaluation Commission U ; 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








TERMINATION OF AUTHORIZATION BDeM.E Cw. €/6=3=—12. 
ee ooo 13 April 1978 


IN THE MATTER OF “section 18(4)\(b) of the Burlding Code Act, 
Reo). 19580 


AND IN THE MATTER OF AUTHORIZATION TO: 


Weatherproot insulation Ltd, 
7575 Kimbel Street 
Mississauga, Ontario 

Boo TCs 


ON. THES SUBJECT OF: 
pe Cellulose Fibre-insulation 
SHALL BE TERMINATED AS FOLLOWS: 
SUDJeCL sto a position, paper 25 April V97S7 no further 


installations shall be made as of the date of this 
termination. 


REASONS: 


The newly amended Ontario Building Code, Ontario Regula- 
tion 419/86, becomes effective on 20th October 1986 and 
the-subgect matter vs now “Included in Article 9.26.3.3., 
tnererore there= 1s no need for a B.MvE-C. authorization. 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
Si BUILDING MATERIALS EVALUATION COMMISSION 











Ministry of an ae = 
Municipal Affairs Building Code Commission 
# and Housing Building Materials Evaluation Commission 
Ontario 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 





TERMINATION OF AUTHORIZATION B.M.E.C. #78-6-14 
& eenaitieiiiiiiiciia ms ime 19 April 1979 


IN THE MATTER OF Section 18(4) (b) of the Building Code Act, 
RS. 0 461930) 


AND IN THE MATTER OF AUTHORIZATION TO: 


Indusco Sales Limited 
48 Chauncey Avenue 
Porontors.0n tario 
M8Z 224 

ON: THE SUBJECT OF: 


Kitchen exhaust air heat reclaim system. 


SHALL BE TERMINATED AS FOLLOWS: 


& Subject to paragraph one of the Authorization, no further 
installations shall be made as of the date of this term- 
ination. 

REASONS: 


Subject to paragraph three of the Authorization, the man- 
ufacturer has submitted a new application for revisions 
and additions to the subject matter. 

The newauthorization is "B. MIE. Co -#82=-10-—48 


MOVED AND ADOPTED THIS 9th. DAY SEPTEMBER, 1982. BY THE 
BUILDING MATERIALS EVALUATION COMMISSION. 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 





AMENDMENTS TO AUTHORIZATIONS B.M.E.sC. # as noted 
i 17 November 1982 


IN THE MATTER OF Section 18(4) (b) of the Building Code Act, 
RVS2O4 1.960% 


AND IN THE MATTER OF Authorizations; 


BM. Ee Ci” $e0-3- 25 
CO F=29 
B= 2e 


ON THE SUBJECT OF: 
Electro - Magnetic Locking Systems 
SHALL BE AMENDED AS FOLLOWS: 


(a). " change «paragnabnr/! to read 3... 

7. The complete system of Electro - Magnetic Locking 
Devices shall be installed and approved in conformance 
to CAN 4-S524-M82 and maintained in conformance to 
the Ontario Regulation 730/81, Fire Code, Section 6.3. 

(DPC ") change paragraph 8 (a) to read "the actuation of the 
initial stage of the fire alarm systems or" 


(ii) change paragraph 8 (c) where it reads "National 
Fire Code of Canada 1980" to read, "Ontario Regulation 
© TSO 815-0 baer eo Code,” 
(co) change paragraph 9. where it reads "2 ft." to now 


GesdanO-ab MeilZed G2)" 


(d) delete paragraph 10 in lieu of new paragraph 10 as 

£O ls. OWS e%. sais 
10, A legible sign with 25 mm (1 in.) high by 20 mm 

(3/4 in.) wide and 5 mm (4in.) stroke lettering, and 
permanently mounted and maintained at all times on 
each door equipped with these devices. Such signs 
shall bes mounted) at 1. 4m(4ft.4 Gin.) from finished 
f hoor weosrbhe,bobtomeoiasueh sion andishadll «state: 


EMERGENCY EXIT 





UNLOCKED BY FIRE ALARM 


(e) change paragraph 11 where it reads "10 ft." to now read 
L008 tee i( 1008 Goacancdiles):4 


REASONS: 


To update reference to the Ontario Fire Code, metric measurements 

and the latest standard, to reflect the use and experience 

on the sign so as not to put too much emphasis on using the fire 
ay dlarm ito release: the door, also to-show the intent on initial 

stage of a two stage fire alarm system. 


MOVED AND ADOPTED THIS 17 DAY OF NOVEMBER, 1982 BY THE BUILDING 
MATERIALS EVALUATION COMMISSION. 








Ministry 
Ky of Building Code Commission 


Housin «eg 2 : F ae 
Ontario g Building Materials Evaluation Commission 





i 
QS 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 


AMENDED AMENDED 
AUTHORIZATION #80-3-25 
BY THE 7 November 
BUILDING MATERIALS EVALUATION COMMISSION 1986 


IN THE MATTER OF sections beidib) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Locknetics 

LI) Beéder Hill” Drive 
Hamden, Connecticut 
Us aia tO Oo) 


AGENT: 


Stegeweit and Maguire Inc. 
2395 Cawthra Road, Unit 22 
Mississauga, Ontario 

L5A 2W8 


ON THE SUBJECT OF: 


“POWELIOCK", Or 271 Series” Mole Electromagnetic Tocking 
devices for installation on an exit: or access toecsit 
door(s) or emergency access to floor areas. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
Condit ons. 


des Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


rae The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Matreis. 


Se This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which as described herein. 


Pay es 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


ai Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Gy This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 
CAN 4-S524-M82 and maintained in conformance to Ontario 
Regulation 730/81, Fire Code, Section 6.3. except as noted 
in the Building Code or stated herein. 


ipa Card identifiers and/or microprocessors with or without 
time delay to a maximum of 15 seconds may be used in oa 
addition to this ancillary device of electromagnetic locking | 
device provided that: 


(a) the required sign and lettering have the added words 
OR KEEP PUSHING DOOR UNLOCKS IN 15 SECONDS 





8. This electromagnetic locking device may be installed on | 
emergency access tout oor avrecasmrrom Cxltestalrs, provided 
that conformance to the Code and this Authorization are 
met, from the, exit istair side. of the, access torthe floor 
area, aS well as from the floor area side of the exit to 
the stair. 


9. A further limitation only on the 271 series MSL, there shall 
be no installations sin tne £ lOomomsbotLlomearal lor any door. 


LL 
DATED: at: Toronto rice day in the month S Re Lene, feed 


the year || ¥ Ga for autnorizalion ion.) 775 On 
behalf of: 


BUILDING M RIALS EVALUATION COMMISSION 


- 3 - 


la Lae EXGCeDGewiere wa DUDLdsng face UsSsadjacent tou street, “Cie 
building face shall have a minimum limiting distance of 


& Gaye * baliesee 0m.) ror muiIaoingse Upr.co and inclugiung “seven 
storeys in building height, and 


(DJs 2 magic) forebuil dungewexceeding Seven Ss COreys vin 
building height, and 


(c) building height shall be as defined by the Ontario 
BuLlding Codex 


DATED at Kangston £his ee day in the month of Vee in 


the year Fagee DOr cut horac atone Soe. SG On 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 











Ministry & 
YF) of Building Code Commission 
; Housing Building Materials Evaluation Commission 
Ontario 
maar 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


@ 








AMENDED AMENDED 
AUTHORIZATION #80-7-29 
BY THE 7 November 
BUILDING MATERIALS EVALUATION COMMISSION 1986 


IN THE MATTER OF Séction 18(4)(b) of the Building Code “Act, 
Revised (Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Security Engineering 

61 East Main Street 
Forestville, Connecticut 
OD tie 


AGENT: 


RUtHerLEOrd Gontrols std. 
i425) Bishop, oesecec 
Cambridge, Ontario 

N1R 6J9 


ON THE SUBGECT. (OF: 


® Series #3900, Electromagnetic locking devices for 
mstallation on. an exit Onmeaccess Coext door le) Or 
emergency access to floor areas. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
conditions: 


ie Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
Out im ehe wEeLreren novice. 


Des The COMMISSION does not assume or undertake to discharge any 
responsibiinty of Ghevappincant 1cO any. Other patty sor 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
matter. 


3h This AUTHORIZATION may be mentioned in promotional and/or 
advertising material jwshowever at is not to. be used expressly 
or impliedly as an endorsement of any product, material, 
) technique or design which is described herein. 


6 
This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, -<design, system and/or use of 
the same shall. automatically be cause for termination unless 
prior approval is granted for such revision or change 
by the COMMISSION. | 


Gonstruct lonmandsinstallation shaisiesoem= necOonLonmance tOmdaLe 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention, of the Bull drigecode-s awhere 
applicable any change in the Act, Regulation or Code 
provasions shall besgqrounds torgre-eval ual vougsby he 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. 


This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 

CAN 4-S524-M82 and maintained in conformance to Ontario 
Requveaml one/30/Gl,0 1 resCode,moect On 0.6.6 exCcpresaSmnOLeO 
in the Building Code or stated herein. 


Card identifiers and/or microprocessors with or without ; 
time delay to a maximum of 15 seconds may be used in @ 
addition to this ancillary device of electromagnetic locking 
device provided that: 


(a). the required sign and lettering have the added words 
OR KEEP PUSHING DOOR UNLOCKS IN 15 SECONDS 


This electromagnetic locking device may be installed on 
emergency access to floor areas from exit stairs, provided 
that conformance to the Code and this Authorization are 
met from the exit stair side of the access to the floor 
area, as well as from the floor area side of the exit to 
the stair. 


= upeeaigy ty 
DATED. at “Poronce-. chys cy, day in the month of in 


the year [Sg@G@ for authorization #@O~-7)~ 2D on 
behalf of: 


BUILDING TERIALS EVALUATION COMMISSION 


a 


Building Code Commission = 
Consumer and 
Com mercial Building Materials Evaluation Commission 
Ontario Relations 
Peg eae r] 


RT AAI REE AE PE I TTP LP EE I IE I LE OSE ST EE ot TELE OLE 
information on decisions and authorizations may be obtained by writing to the Commission Secretary, 400 University Ave., Toronto M7A 2J9 


oe gl Gevernment 


Ministry of Pubhoations 


FIRE RESISTANCE RATING OF A ROOF B.C.C #80-15-70 
eer 18 February 1981 


General Description of Project 
An existing Group E, single storey structure forming part 


of a shopping mall, proposed to construct a second storey for 
the purpose of merchandise storage, offices and retail sales. 


Reason for Application 







Non-conformance of Clause 3.2.2.35. (2) 4 
Building Code in the matter of roof assgaw 
have al hr. fire resistance rating. @® 


Applicant's position 


The new second floor will be constructe 
that both first and second floors will have eitwef direct access 
to grade or access to grade by means of exit Stairs. Means of 
egress to grade on each level will be independent of the other. 
Both floors are approximately 80,600 sq. ft. and are to be 
sprinklered; the roof of the new addition will be constructed 
of unprotected steel. Automatic sprinklers will be provided 
above and below this suspended ceiling. While the requirements 
in the National Building Code limit the waiver of the 1 hr. 
roof fire resistance rating to buildings of one storey in 
height, this situation is somewhat similar to a one storey 
structure in which the use of unprotected roof steel is commonly 
accepted where the building is sprinklered. 


Building Official's position 


This structure is connected to the mall with 1,000's OF 
square feet more in building area and no firewall or separation 
exists. Exiting from the building is partially combined and 
just satisfies the Code. The main concerns are the reliability 
of the sprinkler system, that sufficient exit facilities are 
maintained, the danger of collapse in the precast construction 
under fire conditions and the lack of fully integrated fire 
alarm system. 


Commission ruling 


In favour of the Building Official. It is the decision of 
the Building Code Commission that the applicant's proposed 
structure at Burlington Mall, 777 Guelph Line, Burlington, 
Ontario does not meet the requirements of the Ontario Building 
Code in the matter of Sentences 3.2.2.35.(1) and (2. 


Reasons for the decision 


The Code is specific in the requirement that roof assemblies 
have a one hour fire resistance rating. The proposed "equivalent 
protection measures" do not comply with the letter or intent of 
the Ontario Building Code. 


ee) Se | 


Ministry of Building Code Commission 
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Commercial 


, Building Materials Evaluation Commission 
Ontario Relations 
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information on decisions and authorizations may be obtained by writing to the Commission Secretary, 400 University Ave., Toronto M7A 2u9 


@ STANDPIPE AND HOSE SYSTEM BCoe Fe0e Ge 71 
SSS 9 March 1981 


General Description of Project 


Major additions to three existing buildings of Group F Div. 3 
and within the vast complex of Algoma Steel Corporation, Sault Ste. 
Marie. “The “structures are “alll ‘over 30,000" sq. ft] and are’-one 
storey in height, of noncombustible construction and are primarily 
unheated. These buildings are essentially used for the storage of 
steel which “Ls noncombustible. 


Reason for Application 


Glace. 32.05 dalla(b) ofthe Ontario Building Code requires 
standpipe and hose system when a building area is greater than 
that, shown an Table 372-5... 


Applecane’ Ss positron 


Due to the fact that all buildings are of noncombustible 
construction, one storey in height, no fire load within, of low 
occupancy and unheated. Also more exits are installed than 
required by “the Code, and ‘on-qsi1te  24ahr- professional trained 
fire brigade, fully equipped with firehall, fire trucks, ambulance, 

J van trucks, two way radio and telephone. Hydrants are well located 
around the entire site, thus affording the fire fighters the full 
use of 2)" water hoses should the need arise. These services 
would more than fulfill the requirements for a standpipe and hose 
system that is required by the 0.B.C. 


Burland Ofrricial’s position 


There are no provisions in the Building Code to allow deletion 
by the Building CEitcralmor uiitc requirement for the reasons 
stipulated by the owners. 


Commission ruling 


In favour of the Applicant. That the buildings described in 
Application number 80-16-71 Algoma Steel Corporation located in 
Sault Ste. Marie, Ontario have a sufficiency of compliance with 
the Ontario Building Code Regulation 925/75. 


Reasons for the Decision 


The Ontario Building Code Commission has satisfied itself 
that due to the specific manufacturing process of the buildings 
described in the application. The introduction of a Standpipe 
and Hose System could introduce a potential explosive fire hazard, 
and is satisfied that the existing in House-on site fire Service, 

g fulfill the necessary life safety requirements, and Satisfy the 
requirements of the Ontario Building Code - Ontario Regulation 
0257 jes 


G 
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Overnment 


Ministry of Building Code Commission 
Consumer and 
Commercial Building Materials Evaluation Commission 


Ontario Relations 





@ BUILDING SIZE AND CONSTRUCTION Bee seo ia ee 
RELATIVE TO OCCUPANCY 9 March 1981 


General Description 


This extremely large bulk raw sugar storage warehouse is 
proposed to be built adjacent to the existing refinery. The 
construction includes 12 ft. high concrete walls, with wood frame, 
wood clad and dome roof. “This will cover approximately 150 ft. x 
390 "Et, ©tOL an ared Of, Se ,50U Sq tc. and will store about 35,000 
tons of raw sugar. An exterior paved surface will surround 100% 
of its perimeter with a minimum of 78% remaining permanently 
unobstructed to vehicular traffic, while at the same time facing 
three streets. 


Reason for Application 


The structure being classified as Group F Division 2, and 
based on the floor area the Building Otticieal Nas categorized the 
butiding. as. requiring co conform to 0.B.C Article 3,2.2.42. and 
as such must have either a 3/4 hour rated roof assembly or a fully 
fire retardant treated roof assembly. 


Applicant's position 


Unoccupied bulk storage facilities for warehousing of raw 

agricultural products such as this proposed building, appear to 

2g be a type or class’ which does not truly belong in either of the 
boxes Of Table 3122-8) “In - Might of "all “the mrttgacing factors 
and most particularly because of the nature of the stored sugar, 
whereby a rated roof assembly cannot appreciably diminish the 
hazard posed by the completed and loaded structure, it is the 
Applicant's contention that a sufficiency of compliance would 
result from contormance to Artrele 3.2 72.41. 


Building: Offi ciadeus.jposetion 


Although the building has no manufacturing, fabricating OF 
processing within the new structure, the 0.B.C does not give the 
inspector any choice but to require compliance with Article 
Belo naa. 


Commission ruling 


In favour of the Applicant. That Application #80-17-72 in 
reference to a Sugar Bulk Storage Building to be constructed at 
1123 Farewell Street, Oshawa has sufficiency of compliance with 
arbicleal oo Al of the Ontario Building Redulationm 925/77. 


Reasons 
The “build tive wile we 


1) Have very low occupant loading. 
2)« Haverraccess or Acre -faghting, services).on = «streets. 
3)' Be fully sprinklered:. 

g 4) For storage only. 
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Ontario Relations 


Q DISTANCE BETWEEN EXITS BeC.G Fel l-73 
ee eee 29 April 1981 


General Description of Project 


A newly constructed sixteen storey Senior Citizen apartment 
building, the first three floors have exits served by one set of 
scissor stairs and one set of conventional stairs. The remaining 
floors are served only by the scissor stairs. 


Reason for Application 


The distance between the two exit doors serving the scissor 
stairs was approximately 25'-6" when measured on the hinged side 
of the doors, whereas “the OVB-G Sentence 3.4.2.2. (1) requires 
not ess? than 307-0"! distance. 


Applicant's position 
No conscious effort to contravene the Ontario Building Code 

has been intended, in fact the overall design of this building 
has incorporated features exceeding the minimum requirements (eRe 
the Building Code. To insure a greater support of life safety 
to the occupant the designer has included the following... 
distance from door knob to door knob of these exit doors are 

Oo over 307-0", all 'suite entry idoors: are inclose proximity to 
these exits with a maximum distance of 12'-0" door knob to door 
knob, low occupancy of 8 suites per floor, the building conforms 
to high rise requirements and has P.O.C detectors in each suite, 
heat detectors in the corridors connected to the general alarm 
which is connected to the Fire Hall, building has voice communi- 
cation system and emergency light and generator system. As an 
extra safety factor provision has been’ made to pressurize the 
stairwells and elevator shaft. 


Building OELUG LA. use DOSLELON 


This newly constructed 126 suite, sixteen storey Senior 
Citizen's highrise apartment building has a scissor stair system 
in an exit shaft serving the dwelling units, and the distance 
between the two exits is less than the 30'-0" specifically set 
out in the Ontario Building Code. The first three floors do 
have a second set of conventional stairs, but there are no other 
known provisions in the 0O.B.C to allow variances for the other 
ELOOTS. 


Commission ruling 


In favour of the Apolicant. ~1t is the decision of the 
Building Code Commission that the exits and life support systems 
g proposed.in Application. 81-1-/3 show suificiency of compliance 
with the intent of the Ontario Building Code. 


ini ry of : wm 
palit lee Building Code Commission 
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FIRE RESISTANCE RATING B.GaC #8i22~-74 
FOR FLOOR ASSEMBLIES 20 Por oe 





General Description of Project 


An existing small one storey combustible constructed 
building had a change of occupancy, and renovated the first 
floor to be offices of a property management company, the 
basement is to be for storage of used electrical and plumbing 
fixtures, sheet glass, ceiling tiles, paint,.ladders etc-~ 


Reason for Application 


Article 9.10.8.1. and Table 9.10.8.A. require a 374 hr. 
fire resistance rating on floor assemblies above the basement. 
This would require dry wall to be installed on the basement 
ceiling. 


Applicant's position 


To install dry wall on the basement ceiling would be very 
difficult to cover the ceiling since the ceiling is low, ductwork 
and pipes are everywhere, as well as beams. It would entail a 
lot of expense to do this work and it would further reduce the 
head room. In lieu of this dry wall the owner proposes to 
install smoke detectors, fire alarm system, and additional fire 
extinguishers. 


Building lOLficial’s position 


The proposed "fire safety measures" are not an alternative 
to a “fire rated ceiling” in the, fact that they are not a 
separation. 


Although not required by the O.B.C the permit drawings did show 

a sprinkler system in the basement, but this has never been 
installed. The requirement for 3/4 hr. fire resistance rating 

for the floor above this basement namely dry wall to be installed 
on the ceiling of the basement has not been provided in accordance 
with Article 9.10.8.1. and Table 9.10.8.A. 


Commission ruling 

In favour of the Building Official. It is the decision of 
the Building Code Commission that the applicant's proposed fire 
detection measures will not meet the requirements of the Ontario 
Building Code with respect to Article 9.10.8.1. andetabieis. 10.8 sh. 


Reasons 


The code is quite specific with respect to minimum fire 
resistive ratings for structural members and assemblies. 


‘a \ Cat 
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information on decisions and authorizations may be obtained by writing to the Commission Secretary, 400 University Ave., Toronto M7A 2J9 


PROTECTION OF OPENINGS BG. Co 3— Fo 
BETWEEN STOREYS May 20; Lest 


General Description of Project 


Presently under construction a three storey office building of 
noncombustible construction complete with Code conforming exits. 


Reason for Application 


One tenant who was to occupy the second and third floors re- 
quested an extra communication stair between these floors but 
did not want these stairs to be enclosed as required in O.B.C. 
Bd bp had Sl! tom 


Application position 


Due to the nature of his business it is necessary to install an 
extra set of communication stairs that would be open and free of 
doors to allow movement of product and persons. It is proposed 
to install at the second floor ceiling a smoke baffle and close 
spaced sprinkler heads, also a P.O.C. detector on both second and 
Enird. Eloors. 


Building Official position 


In this matter the 0.B.C. requires a fire rated enclosure for all 
openings in a fire separation. The travel distance to the required 
exits is minimum because the building area is small. 


Commission ruling 


In favour of the Applicant. It is the Decision of the Building 
Code Commission that application #81-3-75 demonstrates sufficiency 
of compliance with the intent of the Ontario Building Code 
Regulation 925/75. 


REASON FOR THE DECISION.... 


Is that the required means of egress together with the other life 
safety devices and precaution which wi vlmbpe= provltcea Lor, Cae eub— 
ject building providing adequate means of Protection or Lure: and 
PLODCECYi. 


This decision is based upon the following details as shown on the 
proposed drawing Exhibit #4. 


(1) The 2 smoke Detection Devices shall be installed 
in accordance with Sentence 9.10.18.13. (2) 


(2) 4 sprinkler heads being installed and connected to 
the water service with a pressure supervised alarm 
bell. 


(3) The smoke baffle being installed at the 2nd floor 
ceiling in accordance with, NFPA 13. 


Ministry ag 
Ky of Building Code Commission 
Housing Building Materials Evaluation Commission 
Ontario 
2 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








AMENDED AMENDED 
AUTHORIZATION #81-2-32 
BY THE 7 November 
BUILDING MATERIALS EVALUATION COMMISSION 1986 


IN THE MATTER OF) -Sectaon: <1 8.(-4 6b) sOofethe. Bui tding Code Act, 
Revased Statutes,of Ontario, 1980;,"Chapter 51 


AND IN THE MATTER OF the Applicant: 


S@ciite is Pome. 
Papinea, Wola fw hoom.— ot 
Montreal, Quebec 

NOB. 2.6 


ONS TUE PSOUBIEGCT OF: 


#EM 501, Electromagnetic locking devices for 
Insdiad 1 ation 2on a ex teor access astOnexite .doon silo 
CMeRGenGy access Og 1-00 oareac., 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
Conditions: 


oe Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


ane The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to “any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Mater. 


eye This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


ao This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination unless 
prior approval is granted for such revision or change 
by the COMMISSION. 


Wate ae 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to belaccontraventionwor the Bul ding eGode.. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Gr 


This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 

CAN 4-S524-M82 and maintained in conformance to Ontario 
Regulation 730/81, Fire Code, Section 6.3. except as noted 
in the Building Code or stated herein. 


Card identifiers and/or microprocessors with or without 

time delay to a maximum of 15 seconds may be used in 
addition to this ancillary device of electromagnetic locking 
device provided that: 


Cay the*required ‘sign and lettering Nave the added words... 
OR KEEP PUSHING DOOR UNLOCKS IN 15 SECONDS 


This electromagnetic locking device may be installed on 
emergency access to floor areas from exit stairs, provided 
that conformance to’the Code and this’ Authorization are 
mete fromecnesexte stale side otmrtne accesscero the floor 
area, as well as*from the floor “area "side of the exit to 
ies Star. 


ch 
DATEDe at eloroncer cits a day in the month of Vie SA 8 


the year [98C for authorization #9|.-2-32 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


© 


& 


Ontario 








Ministry a 

of Building Code Commission 

Housing Building Materials Evaluation Commission U : NGS 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


TERMINATION OF POSITION PAPER BoM Battie fos 
ll February 1982 





IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
R2S.0. 1980 


ON THE SUBJECT OF: 


Outsulation TM, Exterior Wall Insulation 
and Finish Systems. 


INFORMATION: 


This position paper #81-3-33 dated 1l February 1982, is 
hereby terminated in lieu of an Authorization #85-10-88. 


REASONS: 


The manufacturer has submitted new test data to the 
satisfaction of the Commission to cover a broader scope 
of the subject matter. 


MOVED AND ADOPTED THIS 15th DAY OF MARCH 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 


b ~, -« 
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STANDPIPE AND HOSE SYSTEM B.C.C #81-4-76 
a 20 May 1981 


General Description of Project 


A newly constructed addition of approximately 33,500 sq. ft. 
which is a single storey warehouse constructed of non-combustible 
materials with a Class I roofing system and classified as a Group 
Fodivision.3 building by the Ontario Building Code. 


Reason for Application 


Clause 3.2.5747 01) (5) of the, OTB Cc requires standpipes and 
hose system when a building area is greater than that shown in 
Table 34.2.5 sA. 


Applicant's position 


The use of this new addition 1s to store meat products at 


sub zero -l10°F temperature. There is not a fire protection 
system that is tested and proven to be safe and operational in 
this sub-zero environment. This freezer warehouse has special 


design features to provide air tight construction from the 
footings, walls, roof and backup refrigeration units through 

to the operation and maintenance. The interior walls, ceilings 
and product content are covered in a thin layer of ice, therefore, 
the possibility of fire spreading is remote. 


Building LOfficial "Ss postition 


The Code does not give any concessions for different types 
of F-3 buildings, or permit alternative solutions to this 
requirement. It is understood that this requirement is not 
practical in freezer type buildings. 


Commission ruling 


In favour of the Applicant, that the Freezer portion of 
the building described in Application number 81=-4-76 and in the 
name of Metro Provisions Meat Packers located at 401 Canartic 
Drive, Downsview, Ontario has a Sutticiency Of Compliance Wirth 
the Ontario Building Code Regulation 925/75. 


Reasons 


The Building Code Commission has satisfied itself that due 
to the specific use and occupancy of the building described in 
the Applitation thar 


(a) the introduction of a standpipe and hose system 
could result in a potential Life Safety Hazard, 


(b) that the exit systems, exterior fire routes, and 
fire hydrants fulfil the necessary life safety 
requirements of the Ontario Building Code, 


(c) the building is of non-combustible construction 
and has an extremely low fire load. 


Gov ernment 
Publication® 
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information on decisions and authorizations may be obtained by writing to the Commission Secretary, 400 University Ave., Toronto M7A 29. 





PLRE SEPARATION, FOR EXITS Do ak aa so 
etgesie om cp ae ree a we 3wune Lol 


General Description of Project 


An existing two storey house was converted into a Squash Club 
by the addition ,of twossquash courts at the rear orf the house 
while the remainder of the house was renovated for shower 
and locker rooms, lounge rooms, viewing area snack bar and an 
OL ELGe. 


Reason for Application 


Sentence’) 37495. 1U(T)motethervOntario Building Code requires 
every exit to be separated from the remainder of the building and 
this was not the case with exit at the end of the corridor between 
the existing house and the new squash courts. 


Applicant's: position 


Due to the configuration of the squash court doors and the 
locker room doors; an enclosed exit stair would add another door 
only to create a dangerous situation for the persons on the squash 


court. ("AS it 1s now tne squash “courts and corrido, vare open “at 
the ce:.ing and any smoke will be dissipated throughout this 
extremely large area. This new addition is of non-combustible 


construction and several early warning detectors are installed 
throughout the entire new and existing building. 


Building Officials position 

The door from “the squash) count as located such that 2 writ 
be within the subject exit enclosure and this would also be 
eontuary to O.B.c. Sentences) 2745-2 2(5)and, (G)i., wine wexis ting 
rear wall of the house is a good fire separation between the 
squash courts and house except that the viewing window is of 
plain ’glass% 


Commission ruling 


in favour of the Applicant... eft. 1s the decision 7O* otis 
commission on application #81-5-77 that the Applicant's proposals, 
as listed hereunder, have a sufficiency of compliance with the 
Ontario Building Code Regulation 925/75. 


These proposals are: 


(1) To achieve a fire separation between the existing 
building and the new addition by installing wire glass 
sizes conforming to the Ontario Building Code with 
28 ga. sheet steel frame protection to the windows on 
the lounge side, and rated doors on both levels in 
existing frames. 


(2). The 2anstaltation or 2.O-C. detectors in the lower 
corridor, upper gallery, lounge and mechanical rooms 
to. conform with Sentence 3.3.4.9. (4) of the Ontario 
Building Code. 


Ministry me 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








TERMINATION OF AUTHORIZATION B.M.E.C. #81-6-36 
10 September, 1986 





IN THE MATTER OF section 18(4) (b) of the Building Code Act, 
Re O7 0. et o0 


AND IN THE MATTER OF AUTHORIZATION TO: 


SECMASTERVUPLY) ULa., 
Jetmaster Canada Inc. 
1050 McNicoll Avenue 
Willowdale, Ontario 


ON THE oUBJECT (OF - 
Fireplace Insert/Liner 
SHALL BE TERMINATED AS FOLLOWS: 


pubjyect to paragraphs J sand 5 of the BM. EC. 
authorization. 


REASONS; 


The newly amended Ontario Building Code, Ontario 
Regulation 419/86, becomes effective on 20th October 
1986 and the subject matter is now included in Article 
9.22.L001, therefore there is no need for a B.M.E.C. 
authorization. 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 


ee 
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information on decisions and authorizations may be obtained by writing to the Commission Secretary, 400 University Ave., Toronto M7A 2u9. 


SPATIAL SEPARATIONS B.C.C. #81-6-78 
BETWEEN BUILDINGS 3 JUNE, 1981 





General Description of Project. 


A proposed second storey addition to an existing house required 
windows in the side adjacent to the mutual driveway of the 
neighbouring property. 


Reason for Application _ 


sentence?9 310215 -1e(h)* will netvallowrthe proposed unprotected 
window openings with the spatial separation between these houses. 


Applicant's position 


That they are in compliance with Sentence 9.10.15.8.(2), because 
the mutual driveway is guaranteed in the "title of both properties", 
therefore the property line between the two buildings serves no 
real purpose and should be ignored for this specific application. 


Building Official's Position 


Sentence 9.10.15.8.(2) is not intended to apply to existing struc- 
tures. The limiting distance used to calculate the percentage of 
unprotected openings as referred to in 9.10.15.8.(3) is not the 
total distance between buildings. 


Commission ruling 


In favour of the Building Official. It is the decision of this 
commission in the matter of application #81-6-78, this application 
does not meet the intent of the Ontario Building Code with respect 
to Sentences 9.10.15.8.(2) & (3). 


Reasons 


In such a case, the definition of limiting distance referring to 

a property line may be utilized or, following Sentences 9.10.5.8. (2) 
& (3) with respect to the imaginary line concept within the defin- 
ition of limiting distance, there can be only one position for such 
a line, and that position affects the use of both the subject 
property and the adjoining property. 
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» FIREWALL B.C.C. #81-7-79 
eae ee 24 June 1981 


General Description of Project 


This pus. further terB. Gc, Coated —-l2—6 /pemOriginally this bDuLlaing 
was a two storey local public school. Renovation has now changed 
this into a Senior Citizens’ Apartment. 


Reason for Application 


To meet the requirement of "building area" the architect had 
previously agreed to divide the existing area with a firewall 
as  in#“Ontario Building Code; Subsection 37138. 


Applicant's position 


Using existing stone walls by blocking up various openings 

and installing fire doors the architect complied with the "Fire- 
wall" except for the top which terminated in the attic floor. 
Since there is no stair access to this attic and only a hatch, 
this space would be unusable and should not be considered a 
hazard. 


Building, Orricials position 


This building is fully combustible and as the proposed "Firewall" 

ends at the upper ceiling level of the second floor, it does not 
comply. to the O.B.C.. Clause’ 3.158.12:(4), (a) to form) al 6". parapet above 
the roof surface. 


Commission ruling 


Tn favour of “thes eBurlding) Official ap .teis =the decrsion ofathe 
Building Code Commission that the application regarding the Old 
Preston Public School does not meet the present Building Code 
with respect to Sentence 3.1.8.1.(1). 


Reasons 


Under Subsection 3.2.8. entitled -tFirewalls™, sentence 3.1.8.1 44) 
is quite specific, except as provided in Sentences (5), (6) and 
(7) every firewall shall extend from the ground continuously 
through all storeys and above the roof surface to form a parapet 
of not less than: 


(a) 6" in height for a firewall required to be a 
2 hr. fire separation and 


(b) 30" in height for a firewall required to be a 
4 hr. fire separation. 
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ae EXISTING CONSTRUCTION RELEVANT B.C.C. #81-8-80 
TO PROPOSED ADDITION 24 June, 1981 


General Description ob-Projece 


An existing two storey private school approximately 10,000 
sq. ft. area built in 1966 of combustible construction (2 x 12 
wood joists, 16" centres supported by masonry walls). 


Reason for Application 


A proposed new third floor and roof assembly which will comply with 
the Ontario Building Code is approved by the local Building Official 
except that the existing first floor should be removed and made to 
COnIDiy egwith OB. C. oo. cece ee) (dd). 


Applicant's position 


Although the Code does not address itself specifically to existing 
portions of the building, it is our intent to provide sufficiency 
of compliance for the one only floor which is to remain. This 
floor can be rated to the required 1 hr. fire resistance rating 
using approved U.L.C. design #L512. In addition throughout the 
building there will be a standpipe system and P.0O.C. detectors con- 
nected to the local fire station. 


Building Official's position 


The O.B.C. does not permit any Group "A® Division "2" building 

of 3 storeys in building height to be constructed of combustible 
construction. There is no doubt that this extension to the 
building and the entire building must comply with the requirements 
OL Ene OO. B.C. 


Commission ruling 

In favour of the Applicant. It is the decision of the Building 

Code Commission that the application regarding the determination 

of the question regarding the Bialik Hebrew Day School, 12-14 

Viewmont Road, City of North York in the matter of Sentence 3.2.2.15(2) 
provides sufficiency of compliance with the Ontario Building Code. 


Reasons 


The additional life safety measures proposed by the Applicant. 
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ELT PAC EA TY aw ire BeC.C. Fol-9Set 
ELECTROMAGNETIC LOCKS SD uly Ley 


General Description of Project 


An existing chronic care hospital caring for approximately 300 
patients which as a result of the coroner's jury recommendation, 
decided to use electromagnetic locks on the exit doors into the 
stairwell. 


Reason for Application 


Exit doors shall not have locking devices according to Ontario 
Building Code regulations 3.4.8.15.(13) & (14) but under the 
Building Code Act the Building Materials Evaluation Commission 
(B.M.E.C.) has authorized the use of electromagnetic locking systems 
on exit and access to exit doors. 


Applicant's position 


The existing manual fire pull stations are located approximately 

30" from the hinge side of the exit doors. Most of these doors 

are only a few inches between the end of the corridor and the latch 

Side of the door. It would seem ridiculous to try to relocate these 
stations when they are now in full view and in the flow of traffic. 

It is also proposed not to install the required sign and light as it 
is felt this would increase the amount of false alarms. 


Burlding) Officral's tposi tion 


The terms and conditions as set down by the Building Materials 
Evaluation Commission in their authorization are basic life safety 
features, but in this matter the existing location of the fire 
pull stations would not interfere with that principle, whereas the 
deletion of the sign and light would create an undue hazard. 


Commission ruling 


In favour of the Building Official. 9 On Application #81-9-81 that 
the applicant's proposal for the fire alarm manual pull stations 
to remain in their present positions has sufficiency of compliance 
with the intent of the Building Code. 


The deletion of the signs and lights would introduce hazard to 
life safety and is not acceptable. 


Reasons 
The present locations of the fire alarm manual pull stations are 


in the flow of traffic and do not introduce any additional hazard 
=) to life safety. 
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LOCATION OF EXITS AND BEG. CF Fe l-f0=52 
REQUIRED FIRE ALARMS oS Guby LSet 





Gelieral Déscrerptron of Pro jeer 


The proposed new construction of a 4 storey open air parking garage 
all located above the grade and for the sole use of employees in 
a nearby office building. 


Reason for Application 


The location of the exits in the Ontario Building Code Clause 
3.4.2.3.(1) (d) and the proposed modified fire standpipe system in 
lieu of the required fire alarm system. 


Applicant ss.posrtron 


The maximum travel distance to at least one of the four exits is 
126 Et. “The additional benefits of this building are reinforced 
concrete and the ramps may be used as exits, also parking spaces 
are assigned in all cases on a continuous basis to these employees 
only on a monthly lease and as such they would be familiar with 
the location of all exits. 


Building Official's position 


The O.B.C. is clear that travel distance is to be 100 ft. and exits 
spaced around the perimeter shall not exceed 200 ft. Also the 
modified fire standpipe system which may or may not connect to the 
water system and in any case be a dry system without cabinets, hoses 
or nozzles does not in any way resemble a standard standpipe system 
and does not comply with the required fire alarm system. 


Commission ruling 

In favour of the Building Official. On Application #81-10-82 the 
exits show a sufficiency of compliance with the intent of the 
Ontario Building Code. The fire alarm system shall conform to the 
requirements of the Ontario Building Code. 


Reasons 


Recognition is made of the fire proof construction, double-spiral 
ramp system and the open air concept. 
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OCCUPANT LOAD BIG.Ci4#e1e1ies3 
Se 26 August, 1981 


General’ Description of Projvect 


The seventh floor of an existing building having been closed down 
for many years is proposed to open up in its previous use as an audi- 
torium and restaurant. 


Reason for Application 


Based (On theecurvent  Outat tomo u Milind. Codes sl. 4.1110 ae oe 
and 3.4.3.3., in considering the available units of exits widths 
only 1,200 persons (20 units x 60 persons/unit) are allowed on the 
TLCOL 


Applicant's position 


The proposed special use of this floor is that the intensive floor 
loading envisioned by the 0.B.C. would not occur, since the square 
footage of the floor would not be sat to capacity but rather to the 
degree shown on the proposed seating floorplans and occupant loads 
(1,491 persons). Further the older stairs have more moderate slopes 
(lower risers and deeper treads) and can be expected to be five to 
fifteen percent more efficient for egress than newer, steeper, yet 
code-complying stairs. An estimated additional ten percent population 
Capacity can be assumed for the older stairs. The crowd egress per- 
formance of the seven existing stairs used by 1,573 persons would 
have a flow of approximately 3 minutes assuming that everyone 
actually gets to the starrs quick... 


BULVEInG: Official Ss position 

The square footage constitutes an occupant load of 1,651 persons 

and the existing units of exit widths only 1,200 persons are allowed 
onthe -floor“according to the Obie. 

Commission ruling 

In favour of the Applicant. It is the decision of the Building 

Code Commission that the Applicant's proposal, in the matter of 
application #81-11-83 demonstrates sufficiency of compliance. 


Reasons 


(1) .By Use and “experience tie occupant Joaad.Of the existing, seventh 
floor has” exceeded the 1,491 proposed. 


(2) By use and experience the existing stair systems have proven 
SUETIcient for aimuch larger occupant load. 
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8 NONCOMBUSTIBLE CONSTRUCTION B.C.C. #81-12-84 
eae 26 August, 1981 


General Description of Project 


A newly constructed mixed use commercial and residential apartment 
tower had planned a physical fitness amenity area on the second 
£Loor? 


Reason for Application 


The proposed raised platform of wood joists in a noncombustible 
building does not comply with the requirements of the Ontario 
Building Code Sentence 3.1.4.5.(1). 


Applicant's ‘position 


Although this is a Group "C" occupancy, the contention is that the 
method of construction used for subfloor in this area substantially 
complies with Code requirements 3.1.4.5.(1), in that it is carried 

on structural supports of noncombustible construction, and is treated 
with the required ULC S102 fire retardant paint with a flame spread 
rating Not “exceeding 2S (OTE. Co oubsect ron 5.'s10.)- 


Bualding OLLicival "soos ttion 


The raised platform around the sauna and whirlpool hot tub is approx- 
imately 2 ft. above the concrete floor, and is constructed of wood 
joists and plywood supported on concrete block piers and ceramic 
tile tile floor finish. The combustible elements do not conform to 
the “OSB -C.' "or “City ‘cof “Teronto Interprecacion Birretin No. S011; 


Commission ruling 


In favour of the Applicant. It is the decision of the Commission on 
Application #81-12-84, that the applicant's proposals, as listed 
hereunder, have a sufficiency of compliance with the Ontario Building 
Code Regulation 925/75. 


These proposals are: 


(1) Provide fire rated (1 hr.) doors to all areas where raised 
LLoorinc occurs. 

(2) Provide P.O.C. detectors in ceiling of all areas where 
wood floor occurs and below floor of hot tub room. 

(3) Provide one hour protection to underside of raised floor/joists 
iw hot=—tub room: 
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SIZE AND OCCUPANCY REQUIREMENTS B.C.C., GEL-19=85 
FOR FIRE SAFETY OF ROOF ASSEMBLIES 30 September, 1981 


General Description of Project 


An proposedifextension »ofyapproximately 30,0000sq-ft sd storeyrto 
avsimilarcexistings buildingrote254; 000) sqe ft. Sdesiqnatediaserk3 
Occupancy. The building serves as a depot to consolidate and 
transfer: goodsmirom!) incoming trucks to outgoing railways cars. 


Reason for Application 


The roof assemblies of the new extension did not conform to the 
Ontario Building t@ode, tArticler 3.2 275.9% 


Applicant's position 


Based on the understanding that the prime objective of the O.B.C. 
inethisiregard’: us* toeminimigeytherrmisketo Tifemthatwanticemmraht 
present, the proposed design of the extension will incorporate 
features of a higher than normal standard in order to achieve 
sufficiency of compliance with the Code. An electrically super- 
vised sprinkler system is provided throughout both the new and 
existing buildings, plus other features. 


BuLlding OLticial  s  posteron 


The current O.B.C., Article 3.2.2.5l1. requires roof assemblies to 
have a l hour fire resistance rating. There is no authority given 
the Building Official to waive this requirement even in the face of 
the many extra features incorporated in this building. 


Commission ruling 


invwiavour of thelApplicante®iilt asithe decision) off the) Building 
Code Commission that application #81-13-85 meets the intent and 
sufficiency of compliance of the Ontario Building Code Regulations 
925/752 


Reasons 


1. The proposed New Building incorporates a fire protection 
System and smoke vent system of higher than required standards 
as outlined in Exhibit 1B and 1C. 


2. The proposed Building is accessible for fire control from 
four sides, and this understood to mean unobstructed all 
season access. 











- te al cb ~\ 
CC Se 


"Sh Ses 
Pubiications 
@,' 


. . = 
Ministry of Building Code Commission 
Consumer and 
# Commercial Building Materials Evaluation Commission 
Ontario: Relations 
Ce 


information on decisions and authorizations may be obtained by writing to the Commission Secretary, 3300 Bloor St. W., Toronto M8X 2X4 


Government 








rs) FIRE SEPARATION OF A B.C.C. #81-14-86 
REQUIRED EXIT STAIR 30 September, 1981 


General Description of Project 


An existing three storey house was being renovated to allow the 
Owner to Operate an interior design business from one room on 
the ground floor while at the same time residing within the 
remainder of the building. 


Reason for Application. 


Ontario, BuildingaCedesArticle.9 .1058210., 9.10.9.7., 9.10.9 .16 
pertain to fire separation of exit stairs, and the proposed reno- 
vation does not conform. 


Applicant's position 


Since the Owner of the business uses only the one front room of the 
first floor as a studio to conduct.a very low traffic business, 

the fire separation is excessive and would spoil the aesthetics 

of the studio the Owner has created. The remaining area is used 
only by the Owner as his personal residence. 


Building Official's position 


The open stair from the first floor to both upper levels is the 
only means of exit from those levels and is required to be separated 
from the business operated on the first floor. 


Commission ruling 


In favour of the Building Official. It is the decision of the 
Building Code Commission that application #81-14-86 does not con- 
form. with the 0.8.C. Regulation 925/75 Article -9.10.8.10. and that 
the Fire Separation as approved by the City of Toronto Building 
Permit and indicated on the Working Drawings Exhibit #4 of the 
Application shall be maintained as a permanent installation. 
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BS FASTENINGS ON EXIT DOOR BLC oC. Seo l= boro 7 
Se 13 November, 1981 


General Description of Project 


A recently completed six storey office building which has a 
main lobby at grade level with code conforming exits. 


Redson LOL Applicatzon 


sentence 3:,4.8.15.,(13) of the, Ontario Building code addresses 
fastenings on exit door and the Building Official stated that 
the lobby door does not comply. 


Applicant's Position 


That the lobby door has a thumb turn located in the bottom 
rail pwhich,toenorma lL «location, foreglasspdoonsy, alsonit is 
"readily opened" as required by the Ontario Building Code. 


BuULLO ng ROLfiGial 2s -bosttion 


The Ontario Building Code uses the term "readily opened" to 

describe the manner locks or latches must operate for exit and 

access to exit doors. Thumb turn locks on glass doors must 
&) also be waist high and not in the bottom rail of such doors 

so that they are readily opened to comply with the intent of 

the Code. 


Commission Ruling 


in favour of jthe Applicant. It is the decision of the Building 
Code Commission on Application #81-15-87 that the applicant's 
installation meets with the requirements of the Ontario Building 
Code. 
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@ FIRE SEPARATION AND B.C.C. #81-16-88 
RACKING SYSTEM 19 November, 1981 


General wWescriptionmore rrOject 


A newly constructed one storey building consisting of a mixed 
retail and storage occupancy all of one tenant. 


Reason for Application 


Sentences. Lswoa)) and Clauses. 3.2.2635.(2) and (dad) should 

apply to the matter of whether a fire rated separation is 

required between the retail and storage areas, also to the assembly 
constructed by a two level racking system in the storage area 
whether it should be required to be a fire separation. 


Applicant's position 


The Code defines a major occupancy "to include the subsidiary 
occupancies which are an integral part of the principal occupancy." 
The storage area is an integral part of the retail, therefore no 
fire separation is required between retail and storage. 


With regards to the two level racking system located in the storage 
area it is not integrated with the walls of the building, and is 

& considered as only content of the building as it is structurally 
independent. The second level is an unrated floor assembly of 
steel decking and 5/8” tongue/grove plywood and integral part of 
the main floor racking system designed to support a live load of 
125 p.s.f. Life safety is enhanced by a fully automatic sprinkler 
system on all levels and close spaced within the racking system as 
well as heat baffles at all openings. Early warning smoke detectors 
are installed throughout the building and close spaced at all 
openings. Mechanical smoke venting and short travel distance to 
exits are also featured. 


Building Official ts position 


The proposed fire protection and the two level racking system are 
alternatives not covered by the Code, therefore the fire separation 
requirements of the Code must be made to comply. 


Commission ruling 


In favour of the Applicant. In the matter of Application #81-16-88 
by Canadian Tire concerning its Kirkland Lake building, given that 
the provisions of exhibit No.5 apply fully and that the subject 
storage facility is accessible for employee usage only, it is the 
decision of the Ontario Building Code Commission that the application 
demonstrates sufficiency of compliance with the intent of the 
Building Code, Ontario Regulation 925/75. 


Reasons 

Taken together, such storage structure with the particular provisions 
of fire detection and suppression are deemed to offer life safety 
commensurate with the intent of the Code. 
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£5 FIRE ALARM DETECTION AND B.Cc€y> $81-17=89 
HALON SPRINKLERS 13 November, 1981 


General Description of Project 
An existing five storey office building proposed renovations to 
the basement and first floor for office purposes. 


Reason for Application 
The issuance of an Examiners Notice to comply with the Ontario 
Butiding Code Sentences’ 3.2.4.0. (i), 3.2.2.0. (5)eand 6.7.3.2..(1), 


Applicant's position 

The lack of definitive statement to qualify "material alteration" 
and subsequent imposure of the Building Code for renovation work. 
New heat detectors have been installed in each mechanical room on 
all ~tloors Of “the, building. [le 1s further propesed to install in 
the basement new heat detectors. The computer room which is 
located in the basement will have P.O.C. and heat detectors and a 
fully automatic Halon suppression system. All detectors in the 
whole building are sounded locally and connected to a fire alarm 
annunciator remotely in the building security office (manned 24 hrs/ 
day, 7 days/week) and also interconnected to the off-site Honeywell 
BOSS Control Centre. 


Building Otticial "s. position 

® The Code requires automatic sprinklers to conform to N.F.P.A.-13, 
Halon systems are not included in that standard. The proposed 
other fire protection does not conform to the O.B.C. 





Commission ruling 
in favour, of the “Building Oriicial. pit .1s Loe soecrsion or the 
Building Code Commission in the application #81-17-89 that: 


(a) A Fire Alarm System is required for the floors 
involved in material alteration. 


(b) Stand pipes are required to meet the provisions of 
the Ontario Building Code. 


(c) Sprinklers are required in the basement in all 
areas excluding the computer facilities. 


(d) There is sufficiency of compliance with the intent 
of the Ontario Building Code by use of the Halon 
System in the computer facilities room. 
REASONS 
It is the decision of the Building Code Commission that the 
alterations to the first floor and basement constitute Material 


Alterations to the Building. 


This Halon System is a U.L.C. certified system. 
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FIRE SEPARATION B.C.C.#81-18-90 
FOR. EXITS 16 December 1981 


General Description of Project 


A woodworking plant recently constructed contained a two storey 
office area which discharged the required exits through the factory 
area. 


Reason for Application 


sentence 3.4.5.1.(1) requires the exits to be enclosed but the 
owner° left them»opened as a viewing area for his clients alitthough 
the permit drawings showed enclosures. 


Applicant's position 


The office is separated from the plant by 8" concrete block wall, 
floor to underside of roof deck, all connecting doors are 1% hr. 
fire rated. The building is completely sprinklered and has fire 
alarm interconnected to lacal fire department, also P/A system 
may be used as verbal alarm. Other fire safety programs are in 
continuous practice, candidue to the nature of this*businesseit 
would be advantageous to have an open viewing area for clients. 


Building Official Yseposiiion 


The second floor area, as it stands now, does not have proper 
and required exits; therefore, the two (2) open stairs from second 
floor discharging through the woodworking shop at rear, must be 
enclosed by minimum 3/4 hr. fire-resistance rated fire separation. 


Commission ruling 


It is the decision of the Building Code Commission that application 
#81-18-90 in the matter of 81 Bentley Street, Markham, Ontario does 
not meet the requirements of the Ontario Building Code with reference 
to Sentence 3.4.5.1; (1) 


Reasons 
Subsection 3.4.5. is quite specific in the matter of the required 


separations for exits. The applicant's proposal does not afford the 
same degree of protection) for thevoccupantssas required by the Code. 
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Le FIRE RESISTANCE RATING OF B.C.C. #81-19-91 
ROOF AND RACKING SYSTEM 16 December 1981 


General Descriptions,of .Project 


This new one storey warehouse is to consist of an office with area 
of 6,249 sq.ft. andgadjacent warehouse of 117,738 sq.ft. A phase 2 
wlll add’ 100,000 sq -fe. “to the warehouse fora. total, of, 224,000 sq. 
ft. with 1 hour fire separation between ofpf and warehouse. 







Reason for Application 


AS a2. ;Group) F Division 2-and facing. 


OcB2C. 3.2.2.44. “are applacaplte,, nant vie provigho 
fire resistance rating for the roof an@ wor wis 
2 K 







Sf a l hows. 


Olumns which 
the Applicant wants to delete. 


Applicant “Ss, POsit2on 


The proposed fire protection is in excess of that required by the 
O.B.C. in the form of sprinklers within the racking system and at 
Chie, CeLilang. (In accordance with NFPA 231C-1980 and N.F.P.A. 
hs-19 7 3s TheoN Beco «1980t hase waived thetls hour Gire sesistance 
for the roof assembly when a sprinkler system is installed only 
beneath the roof. The extra in rack sprinkler will be installed 
& €0 the (N-F.P.A. 231C-1980;, also extra wild be the installation 
of hose stations and emergency lighting. 


Building: Officialts position 


This proposed warehouse is not in compliance with the requirements 
ofthe OL BsC. tandsthepsui1lding?: OfiLreralmhnasano: alnusdiction ‘to 
allow equivalence. 


Commission Ruling 


It is the decision of the Building Code Commission that application 
#81-19-91 in the matter regarding Kinney Shoes, Summerlea Road, 
Brampton, Ontario indicates a sufficiency of compliance with the 
Ontario Building Code. 


Reasons 


(1) Sprinkler system will be installed throughout. 
(2) In rack sprinkler protection will be installed. 
(3) Hose rack system will be installed. 
(4) Sprinkler system will be electrically supervised and 

flow switches or pressure switches will be used to 

transmit an alarm directly to the Brampton Fire Department. 
(5) Allocation of designated racks will permit Fire Department 
a> movement in a direction perpendicular to the racking system. 

(6) Emergency lighting to be provided throughout the warehouse. 











CANCELLATION OF APPLICATION Plot. oe a ee 
—————— LA AD 953 


IN THE MATTER OF Section 18 (4)(b) of the Building Code Act, 
Rao. OO. oh96 0, 
ANDeINeTHieMADEERMOF Application by- 


National Slag Limited 
139 Windermere Road 
Hampleon, Ontario 
GoW oye 

ON -THE: SUBJECT -OF-: 


Replacement of expanded shale 
lightweight aggregate with 
expanded slag in the composite 
floor system represented by 
Ui = 2Desidns B9Us 


SHALL BE CANCELLED AS FOLLOWS: 


The subcommittee has investigated the matter and the Commission 
has requested additional information and tests in their letter 
of 20 May 1982. No additional information has been received 

by the Commission to-date, therefore we cannot proceed with any 


further investigation. 


REASONS: 


Policy/procedure of the Commission is to terminate applications 
Pnatehave beem 1n a “HOLD” position, “such as waicing on addipional 
information from an Applicant for a period of six months. Also 
a covering letter attached herewith has been sent to the applicant 


by registered mail. 


MOVED AND ADOPTED THIS 14 DAY OF APRIL, 1983 BY THE BUILDING 
MATERIALS EVALUATION COMMISSION. 
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& COMBUSTIBLE LABORATORY DU. oe oe 
SERVICE PIPING lL April; £932 


General Description. Gf) Project 


The proposed new addition of a three storey laboratory would 
incorporate several special design features to best utilize 
space for chemical research, computer and electronic designing. 


Reason for Application 


Combustible laboratory service piping does not comply with 
OntarizocBualJoing Gode-. sentence 3.1.475.(5) of 3212-767 .42)- 


Applicant's Position 

The building is of poured concrete construction and separated 
between laboratory and administration areas. At no time does 

a plastic service pipe pass through any floor or wall. Extra 
sprinkler and automatic fire detection will be installed. Further, 
to assure satisfactory performance under all predictable operating 
and emergency conditions only a minimum of plastic service piping 
is used "in the bench". Fibreglass reinforced plastic jackets 
used to insulate some piping is also coated with fire retardant 
paintsystems. Life safety is a prime concern and consideration 

to experiments which may take up to five years to conclude. 


Building Official's Position 


&) Proposed use of P.V.C., Poly-propylene and Poly-butylene for lab 
drains, vacuum lines, de-ionized water and instrument gas "in 
the bench" and at the ceiling does not conform to O.B.C. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building 
Code Commission that application 82-1-92 in the matter regarding 
the Xerox laboratory at 2630 Speakman Drive in Mississauga 
indicates a sufficiency of compliance with the Ontario Building 
Code provided that: 


1) The combustible risers are installed into a fire rated 
vertical shaft and penetrate horizontally only into the 
laboratory sections and into the mechanical rooms. 


2) A fire separation with not less than one hour rating is 
maintained between the actual laboratory and the adminis- 
tration parts of all floors, without penetration of any 
combustible pipes. 


3) The fire sprinkler system is extended into the vertical 
pipe shaft. 


Reasons 


The designated laboratory section of the building is specially 
designed and will be fire separated from the administration 

® areas of the building and have a fire sprinkler system, which 
exceeds the requirements of the Ontario Building Code. 


CIA QN oe 
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ENCLOSURE OF MALL B.C. .C.goeteros 
MEZZANINE 28 April 1982 


General Description of Project 


An existing covered mall in part is a two storey building which 
has one of the exits to an open mezzanine with a set of stairs 
leading directly into the ground floor level of the mall. 


Reason for Application 


Proposal to enclose the so-called mezzanine which bridges the 
full width of the mall was in the opinion of the Building 
Ofllcial contrary to ©. B.C. Are eles 3265.1 s. 


Appdycant s- posteLlon 


This mezzanine, in a practical sense, forms an integral part of 

the second floor area. Its enclosure will not in any way interfere 
with pedestrain thoroughfare within the mall nor will it constitute 
a hazard of any kind. The end use will be a reception area for 

the second floor offices. 


BulJding Officials pos tion 


Enclosure of the mezzanine will not comply in that the extension of 
the second storey occupancy into the covered mall will destroy the 
Spacial separation required between the buildings of the mall. 


Commission ruling 


Im tavour~Oresthe Applicant. | lt is: the decision of the Ontarie 
Building Code Commission that the proposed application 82-2-93 conforms 
with the intent of a demonstrates sufficiency of compliance with the 
Ontario Buidling Code Act, Regulation 925/75. Providing that: 


(a) All proposed new construction shall be according to the 
layout as shown on Exhibit #8 (Sketch working Drawings). 


(b) That the proposed new mezzanine walls and all stair 
enclosures shall all have a fire rating of 2 hours. 


Reasons 


(i) That the construction proposed does not represent an 
increase to the life Hazard to the current Mall layout. 


(ii) The linkage between the second floor presently exists in 
an open form and the proposed new layout increases the 
existing office space by only 900 sq. ft. 





HEATING SYSTEM B.C.C. #82-2-112 
DESIGN 2 AT Tg ees 


Generals Descripr ron: Otero ject 


Design and installation of heating systems and windows in 
residential Construceion. 


Reason. £or. Application 


The 1ssuance fora letter (by the, Burlding Otticiral ao. ald 
Heacing Contractors) requiringsa heat transter multiplyer 
for all windows higher than indicated in the H.R.A.I. 
manual. Also contained in the letter was a requirement 
EO ‘circulatesheated air through floors over a garage or 
Similar unheated area, 


Applucant Ss, bOStelon 


Since the Building Code is the statutory regulation governing 
building construction, Ja, Building, Officral has no. jurisdiction 
to impose higher requirements on the contractor. After 
numerous meetings with the Building Official it was found 

that the problem was the windows and their installation 
because they were leaking air and were poorly fitted. This 
extravaive anfiltration also caused floors, over-unneated areas 
to be cooler, and this led to the request by the Building 
Official for heating these floors. “This is now a requarement 
of the Code. The imposition of these extra requirements meant 
that the furnaces were about 40% larger than actually required 
had the windows complied with the Building Code. 


Bua lodangs ltr cial sePros lmLon 


It is believed that the Applicant is questioning a Departmental 
policy with respect to, window certification. There is no 

dispute on the H.R.A.I. Digest as a reference manual. Acceptance 
would be based on a lower heat transfer multiplier for any 

window which is certified. The suggestion that a duct be 
introduced into a suitably prepared drop ceiling to eliminate 
cold floors over garages or other unheated areas follows a 
recommendation in tthe, A R.A. 1s manual. 


Page 2 


Commission Ruling 


In favour offthe Applicant. V1t as*therdecision ol the 
Building Code Commission that this Application regarding 
Sibsection 662 Oo. anda Article, 9.3492) la, emuse comply with 
the requirements of the Building Code. 


Supplyingscrscl  CUlatinGmwd lted mache Ceimand: space Over 
unheated areas is not a requirement of the Ontario Building 
Code. 


Reasons 


(1) The above requirements are explicit and precise in 
Ehe wo =B ac. 


(2) “RhesbuLldiungs permiceapplicant’ may be mequested co 
supply to the permit granting authority all pertinent 
data regarding window performance. 


(3) The minimum requirements are specified in the Ontario 
Building Code and only these can be enforced by the 
permit granting authority. 
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SEPARATION FOR EXITS B.C.C. #82-3-94 
>. = tt a 28 April, 1982 


General ppescriptionpofpPrreject 


This existing three storey brick and timber building has been a 
restaurant: since the year 191l2;<although: thestop floor was used 
only for office administration. 


Reason for Application 


Ontarwo Building Code Sentence 37405212 (1) dvseuin’Ccontention 
because the building owner installed a new exit stair from the 
thivd!floermsthreughithessecondaandifirst floor to the street 
level all without a fire separation. 


Applicant's position 


Sincevonly halfieoft. (hel third) floormissused fore@administration, it 
was decided to expand the dining room to utilize the remaining 
area, hence the new staircase was installed. Any enclosure would 
take away from the grandeur of this solid oak stair and the 
elegance of the surrounding dining lounge. 


BuULLOi ng Ofinezalke position 


Having proceeded without a permit the building owner does not wish 
to install an enclosure around the stair or install a sprinkler 
systemanoroalfulilefzrresabarm system. The basic intent of the 0O.B.C. 
to project life safety has been neglected in all of these required 
articles of the Code. 


Commission ruling 


in favoursof setheabulidingwotfictal. ehbtens i thewdecisionmofythe 
Ontario Code Commission, that the proposed application #82-3-94 in 
the matter of 434 Richmond Street, London, Ontario does not meet 
the requirements of the Ontario Building Code Act Regulation 925/75. 


Reasons 


To safeguard life safety in a public use building such as a 
restaurant,any construction must meet all the pertinent require- 
ments of the Ontario Building Code listed and described in exhibit 
Pacem 3D. 
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COVERED WALKWAY BeCels FeL*4-95 
CONSTRUCTION 26 May; LOSz 


General Description of Project 


A new building proposed a covered walkway over a street to connect 
with the original building not as a required exit but for internal 
circulation between existing and new office space. 


Reason For Application 


Sentence 3. is livi. (lyY> cas -ecrted by the Building Onpreveraleshnould 
pertain to the glazing system but the Applicant maintains that 
3.2.3.15. shows the intent of walkways. 


Applicant's position 


Definitions in the O.B Cc) déscribe this Structure’ as a covered 
walkway thererore 3. 1f117i.(af)ewhich is" for interior finish 
material forming part of walls ‘or ceiling does not dpply« ~Further- 
more, compliance has been met pertaining to 3.2.3.15. in that the 
structural steel truss with poured concrete floor is non-combustible 
and each building is’ separated by a 93/4) hrs fire*separation,.also 
the glazed cladding (Lexan Sheet ULL.C.”102.2-1976" flame spread 
XY 45-55) which make up the exterior walls and roof exceeds the flame 
spread ratings, required in Article 3.3.5.3. for "Group, 0" buildings 
and meets the intent of 3.1.4.5. An extra degree of life/fire 
safety is attained with the use of an electrically operated fire 
alarm and sprinkler systems. 


BuLlaing OJtricial.s post clon 


The glazing system of the enclosed walkway falls partly under the 
jurisdiction of 3.l.11.1.(1). These materials include that. parr (eke 
the interior surface of a wall, not the entire wall assembly. 


Commission ruling 


In favour of the Applicant. It is the decision of the Building 
Code Commission Re: application #82-4-95 that the subject covered 
walkway in its intended location and use shows sufficiency of 
compliance with the intent of the Ontario Building Code 

Regulation 925/75. 


Reasons 
The life safety aspects of the walkway structure combined with its 


cladding appears satisfactory - especially so given the presence of 
the sprinkler system. 
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PROTECTION OF OPENINGS BoC.C. #02—5-96 
BETWEEN STOREYS 26 May, 1982 


General Description. oL Sroqecr 


A twenty-two year shopping centre that is one storey in height 
is to undergo planned phased renovations. 


Reason Tor-sApplication 


Sentence 3.1.7.4.(4) of the Building Code addresses the open 
connection between the first storey and the next storey below 
subject to certain conditions. 


Applicant "Ss position 


The first phase of renovations includes the expansion of the 
interconnection between main floor and basement in one corner 

of the mall through the enlargement of the existing opening 
incorporating an escalator. The Code requirements governing 

this interconnection will be provided in all the areas under- 
going renovations. The remainder of the building, which consists 
Of leased retail stores will’ be sprinklered Gn phased basis as 
the individual tenant leases expire or when renovations are being 
undertaken. 


BOSTON OfTictalas posit ton 


This building was built prior to 1960 before there were any provisions 
for enclosed malls in Building Codes, therefore, when major reno- 
vations are undertaken and the provisions of the Code respecting 
malls are utilized then the entire building should comply with to-days 
standards and should be sprinklered. 


Commission ruling 


In favour of the Applicant. Concerning application No. 82-5-96 it 
is the decision of the Building Code Commission that the planned 
renovation work in the North East Corner of the building shows 
sufficiency of compliance with the Ontario Building Code. 


Reasons 
The Ontario Building Code does not address itself to the remainder 


of the building in that no changes or added hazards thereto are 
suggested in the application. 





@ 


Ministry of 4 sal a 
Municipal Affairs Building Code Commission 
: and Housing Building Materials Evaluation Commission 
Ontario 
Fees rN 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W., Toronto M5S 1P8 





SURFACE BONDED DRY BUMSE (Cy #62-6=44 
© STACKED BLOCK WALLS 14 October 1982 


IN THE MATTER OF Section 18(4) (b) of The Building Code Act, 
Reo.Owelo sO 


ANDel NeTHESs MATTER Ob manwapp Licationeby weSpaninl Sinternationay Inc., 
S” Veronica "Street, P.O. Box 235. Cobourg, Ontario hon 4K5 
On the subject of: Sparfilewall ovsten so. OU Lona bLock 
manufactured from Polystyrene beads, combined with Port- 
land Cement and fine sand which with surface bonding mortar 
applied to the surface of all exposed faces of the dry 
stacked.“sparital Bloc” in @iewsecteconventiona lamortar. 

THE COMMISSIONER HEREBY AUTHORIZES the use of the aforementioned 
matter subject to the following terms and conditions: 
1. Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should be 
amended and/or terminated, the COMMISSION may by written 
notice to the applicant and/or his agent at the above 
address, withdraw this authorization and no further instal- 
lations shall be made subsequent to the effective date of 
the termination as set out in the written notice. 


) 2. This authorization is not to be used as an endorsement 
of any product or system for promotional or advertising 
purposes. 

3. This authorization does not in any manner warrant or 
) guarantee the successful performance of the subject matter. 


4, This authorization is for the Applicant only at the 
above address and is not transferable, any revision or 
change in the materials, use, or manufacture of the product 
Shall automatically be cause for termination, unless prior 
approval is granted for revision or change. 
5. This authorization is valid only when in conformance 
with all other applicable governing legislation. Change in 
any Code provisions shall be grounds for re-evaluation. 

AND SPECIFIC REQUIREMENTS 
6. This “authorlZacion 1S ehimimtecu.co "Use in Part 9 bulidings 
as defined in the Ontario Building Code. 
7. An architect or engineer shall be responsible for the 
design and details and all construction documents shall be 
duly sealed. 
8. Design and details shall be such that the following 
loads and stresses, as recommended by the manufacturer, are 
not exceeded: 

AXIAL COMPRESSION 

Based on gross area 


Nominal design stress in MPa psi 
) Compression on 200,250 or Oi 30 
. 300 mm Sparfil wall, with 

3mm Surewall skins. 


PAGCr 2 eit. 
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-2- Co 
ECCENTRIC COMPRESSION 
Compressive load capacity kKN/m KEG 
with eccentricity = t/4 
200 mm Sparfil wall 30 PAT 
250 mm Sparfil wall 35 2h0 
300 mm Sparfil wall 40 3.2017 
BENDING STRESSES 
Nominal design stress in MPa psi 
CEnSLON ye accindmonM sil Neonly. 0.86 ies 
Moment capacity kN.m/m LbeLe sec 
200 mm Sparfil wall with 3mm skins Oey B25 
250 mm Sparfil wall with 3mm skins 0.65 Alas: 
300 mm Sparfil wall with 3mm skins cheeses) 190 


G2. JECH SHEE Oe), 2, ouand4, sdateday. June elo ol pe acnattached shall 
be the only technical sheets included in this authorization. The 
WARRANTY disclaimer shall be eliminated from these TECH SHEETS as 
a condition of the authorization. 

10. Site control procedures; for protection and installation the 
Manvtacturers TECH SOHEE TS ali2705  andu4 sedated 7) munesm! 960" esha ll 
be carefully followed. 

11. Inspection of masonry construction shall be carried out to 
ensure that construction is consistent with design, details and 
specification and in compliance with the manufacturers TECH SHEETS 
1,2,3 and 4, dated 7 June, 1982. Such inspection shall be carried 
out by the architect or engineer responsible for its design or by 
another person qualified in the inspection of masonry construction 
and who is responsible to the design architect or engineer. 

12. Based on an average of five tests Sparfil Blocs shall have a 
nominal density of 1070 kg/m3(67 p.c.£.) and shall have the following 
minimum unit compressive strength based on gross area... 


(eo 


Normal Block Size. Mpa psi 
00 mm x Oenin es 4 OO Mmm Gest al Gr) eD 320 

Z50 mm x 200 mmx 400 mm, (1O"x 78" x 16") La 3) 260 

500 tim x 200 mm x 400 mms (12% Oo! xel ou) AG 230 


13. Surewall bonding mortar shall meet the Standard Specification 
ASTM C887-79. 

14. Bonding Adhesive shall be as supplied by Sparfil under the brand 
name Sparfil Bonding Adhesive. 

15. Cavity wall construction using Sparfil Wall System is not 
permitted. 

16. Except as authorized above all applicable requirements of the 
Ontario Building Code shall be met. 

17. A copy of this authorization shall be attached with any 
application for a building permit. 

18. Subject to paragraph 1 this authorization shall be limited to 
the Part 9 buildings for which a permit is applied prior to ra 
31 December, 1985. 
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SPAREIL 








Sparfil International Inc., 5 Veronica St., Box 235, 
Cobourg, Ontario, Canada K9A 4K5 (416)372-8550 


GENERAL 


Description 


The Sparfil wall system is a total wall system com- 
prised of fully insulated Sparfil blocks and surface 
bonding cement. 


The system consists of laying the first course of 
Sparfil blocks in a bed of mortar, dry stacking the 
remaining courses of Sparfil blocks (i.e. without 
mortar between the Sparfil blocks), lightly misting 
the dry stacked Sparfil block wall and then apply- 
ing a minimum 3 mm (1/8”) coating of surface 
bonding cement on each side of the wall. 


SPARFIL BLOCK 






RUNNING BOND 


MORTAALESS SSOINTS 


Min. 3mm Cle") 
SURFACE-DONDING CEMENT 
Not to Scale 


Typical Sparfil Wall 


Sparfil Blocks 


Sparfil blocks are continuously insulated cellular 
concrete blocks that can provide R values in 
excess of R30. They are made from Sparfil, a light- 
weight, fire resistant, insulating concrete that is a 
homogeneous mixture of expanded polystyrene 
beads, Portland cement, fine sand and chemical 
additives. The expanded polystyrene beads consti- 
tute about 60% by volume of the finished Sparfil. 
Their. spherical, closed cell structure develops 
Sparfil’s unique combination of properties. 


Sparfil blocks utilize an offset void design to 
optimize their thermal insulation, lightweight, 
sound insulation and strength.They are available 
with their voids pre-filled with polyurethane inserts 
to achieve maximum thermal insulation values. 
Sparfil blocks are available in full modular size and 
are pre-ground for ease and accuracy of dry 
stacking. 


Surface Bonding Cement 


Surface bonding cement is a structura/ material 
that is used to build block walls without mortar in 
the joints beyond the first course. It is a mixture 
of Portland cement, sand, glass fibres and chem- 
ical additives that is applied to both sides of dry 
stacked block walls. It dries to a hard durable 
finish that may be troweled smooth or textured. 
The glass fibres act as reinforcement throughout 
the surface bonding cement thus creating a uni- 
formly strengthened material that structurally 
bonds dry stacked blocks when applied to each 
side of the wall in the required thickness. 


Nonstructural Finish Coat 


Nonstructural finish coat is a non fibre mixture of 
Portland cement, fine sand and chemical additives 
that is used optionally to finish walls inside and 
Out in a variety of attractive surface textures. 


Bonding Adhesive 


Bonding adhesive is a polymer based liquid 
adhesive that is added to the nonstructural finish 
coat or second coat of surface bonding cement to 
ensure their bond to the initial coat of surface 
bonding cement. 


Shelf Life 


Sparfil blocks have an indefinite shelf life when 
stored on skids in their original plastic wrapping. 


Surface bonding cement and nonstructural finish 
coat have a one year shelf life from the date 
stamped on the bag when stored unopened on 
pallets in a dry area protected from moisture. 


Bonding adhesive has a one year shelf life when 
stored in its original container and kept from 
freezing. 


Field Storage 


Sparfil blocks, surface bonding cement and 
nonstructural finish coat should be stored in their 
plastic wrapping on skids and protected from rain 
and snow until used. Saturated Sparfil blocks 
should be allowed to dry before applying surface 
bonding cement. Do not allow bonding adhesive to 
freeze. Any frozen or previously frozen bonding 
adhesive must be discarded. 


Building Codes 


Structures built with the Sparfil Wall System should be 
designed, engineered and built in conformance with the 
applicable building code and structural data. The technical 
data and details in this Tech Sheet are given for informa- 
tional purposes only and are not to be construed as overriding 
any requirements of any applicable building code. 


© 1982 Sparfil International Inc. 
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Sparfil International Inc., 5 Veronica St., Box 235, 
Cobourg, Ontario, Canada K9A 4K5 (416)372-8550 


STACKING SPARFIL BLOCKS 


Preparation 


The foundation or footings should be solid and 
oe and adequately reinforced to carry the design 
oads. 


First Course 


Lay the first course of Sparfil blocks plumb and 
level in a 6 - 12 mm ('/4 - ‘/2”) bed of mortar. Do not 
mortar the head joints; rather butt the Sparfil 
blocks together. If cores are to be grouted, no 
mortar should be placed in the core areas. 


NOTE: It is extremely important that this first 
course be laid plumb and level since the ease and 
accuracy of dry stacking the remaining courses 
depends greatly on the accuracy of this first 
course. 


Remaining Courses 


Dry stack (i.e., without mortar) the remaining 
courses of Sparfil blocks in a running bond pattern 
beginning at the corners, leaving openings for 
doors and windows. Butt the Sparfil blocks tightly 
together. Allow a minimum 150 mm (6”) overlap in 
the running bond pattern. If services are to be run 
through the cores, care should be taken during 
stacking to ensure the cores are aligned vertically. 
Polyurethene inserts should be removed during 
stacking from cores that are to receive services. 
Use a mason’s line drawn from corner to corner on 
each course to ensure the wall stacks plumb. 
Check the wall every course to be certain it is 
plumb and level, using mortar, plastic shims or 
galvanized metal shims as required to adjust 
plumb and level ie not use sand or wood shims). 
Any adjustment for length should be done at least 
one full block from corners or openings. Sparfil 
blocks are pre-ground to facilitate dry stacking and 
minimize the need for shimming. 


Polyurethane inserts are available optionally to key 
together the half voids at the ends of adjoining 
Sparfil blocks. Care taken in keeping walls plumb 
and straight will increase surface bonding cement 
coverage and improve the walls’ final appearance. 
Always align and plumb walls to the side which re- 
quires the straightest and smoothest finish (e.g., 
the inside of raquetball courts.) 


Protection Against Rain & Snow 


During erection and until the tops of the walls are 
permanently sealed, protect the top course of 
Sparfil blocks from rain and snow with a plastic 
sheeting or suitable covering. 


Cutting 


Sparfil blocks are easily cut with a circular saw 
using a carborundum blade. They can also be cut 
with special large toothed, hardened steel hand 
saws available from the manufacturer. 


After they have been surface bonded Sparfil walls 


are easily cut with a circular saw using a carborun- 


dum blade. 


Bracing 


Walls dry stacked beyond 12 courses should be 
braced. Alternatively, the first coat of surface 
bonding cement may be applied every 8 - 12 
courses to each side of the dry stacked Sparfil 
wall, thereby providing temporary bracing. It is im- 
portant that this first coat of surface bonding 
cement be applied to both sides of the Sparfil wall 
the same day. The first coat of surface bonding 
cement on each lift should be feathered out at the 
midheight of the last course of Sparfil block to 
allow for the even application of the first coat of 
surface bonding cement on the next left. The 
uppermost application of surface bonding cement 
should continue to the top of the wall. 


_SPARFIL BLOCK 





SURFACE. Bowing — 
CEMENT FEATHERED OUT 
AT MID-HEIGHT OF 

TOP COURSE. CEXCEPT FOR 
FINAL UPPERMOST COURSE 


MORTARLESS SOINTS 





-SURFACE-DONDING CEMENT 


N S 
ot to Scale Min. 3mm ('%”) 


Initial Coat of Surface Bonding Cement 


Building Codes 


Structures built with the Sparfil Wall System should be 
designed, engineered and built in conformance with the 
applicable building code and structural data. The technical 
data ‘and details in this Tech Sheet are given for informa- 
tional purposes only and are not to be construed as overriding 
any requirements of any applicable building code. 


© 1982 Sparfil International Inc. 
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SPAREL 


Sparfil International Inc., 5 Veronica St., Box 235, 
Cobourg, Ontario, Canada K9A 4K5 (416)372-8550 


SURFACE BONDING AND FINISHING 


General 


Fibreglass reinforced surface bonding cement may 
be used as the final exposed finish inside and out 
or, for greater finishing flexibility, it may be covered 
optionally with a nonstructural finish coat. If the 
surface bonding cement is used as an exposed 
finish and left unpainted it is recommended to 
apply two thin coats: the second coat should be 
applied to a whole wall section at a time to avoid 
cold joints (see Cold Joints). If a slight discoloura- 
tion of a cold joint is acceptable the surface 
bonding cement may be applied in one full coat. 


Minimum Thicknesses 


The surface bonding cement bonds the Sparfil 
blocks together; providing the finished wall with its 
structural integrity. It is important that the surface 
bonding cement be applied to a minimum 3 mm 
(1/8”) thickness or greater as required for specific 
applications detailed in other Tech Sheets or as re- 
quired by the project engineer. 


Preparation 


Sparfil block should be dry, clean and free of soil, 
clay or sand. Other surfaces to receive surface 
bonding cement must be free of soil, clay, sand, 
oil, paint, efflorescence or foreign materials that 
will interfer with proper bonding. 


Mixing 

Mix surface bonding cement and nonstructural 
finish coat according to the directions on their 
bag. Use only clean tools, clean buckets, clean 
mixing equipment and water free of deleterious 
amounts of acids, alkalies and organic material. If 
the dry mixture is lumpy, discard it. Mix only what 
can be applied within one hour. In hot and dry 
weather mix less material. A 23 kg (50 Ib) bag uses 
approximately 6 litres (1'/2 gallons) of water. 


All coats other than the first coat of surface 
bonding cement must be fortified with bonding 
adhesive by adding the bonding adhesive to the 
mix water in a ratio of 1 adhesive to 9 water. Do 
not contaminate or modify the surface bonding 
cement with anti-freeze, sand, dirt or any other 
materials. 


Add water into a clean mixing unit. Add bonding 
adhesive if required. Then slowly add all the dry 
material. Thoroughly mix. Mixture must be wet and 
free of lumps. For large jobs use a mechanical 
mixer. High speed mixers require only 1 or 2 
minutes. Keep mixing time to a minimum as over 
mixing may cause fibre damage. Wash out mixer 
periodically to keep it from caking. Clean all tools 
regularly after use. 


The mixture should be a creamy, easy-to-trowel 
consistency. It should not be soupy. Discard mixes 
having lumps. If an early set takes place, retemper 
the mix with water but only if it has been mixed 
for less than 20 minutes. If mixed for a longer 
period, or if it becomes stiff and difficult to apply, 
discard it. 


Application 


Lightly dampen the surface of the Sparfil wall, if it 
is dry, before applying the surface bonding cement. 
This aids in spreading the material and in securing 
a good bond. Avoid saturating the Sparfil blocks 
as this may cause discolouration and/or shadow 
crazing of the coating. If during application the 
wall dries out, redampen it. Do not dampen the 
wall prior to applying additional coats of surface 
bonding cement or nonstructural finish coat. 


Spread the mix into open joints and completely 
cover the Sparfil blocks at a minimum, uniform 
surface thickness of 3 mm (1/8”) or as required 
(see Minimum Thicknesses). Gauge the thickness 
while applying to be certain that the minimum 
thickness has been obtained. Only one coat of 
surface bonding cement is required. However, to 
avoid cold joints when the surface bonding cement 
is used as the final finish two thin coats to the 
required minimum thickness may be preferred (see 
Cold Joints). The first coat of surface bonding 
cement must always be applied to both sides of 
the wall the same day. 


Surface bonding cement and nonstructural finish 
coat may be spray or trowel applied. For troweling 
use a finishing or plastering trowel and a plaster 
hawk. 


If the first coat of surface bonding cement is 
sprayed it must always be troweled down in order 
to ensure proper fibre alignment and a positive 
mechanical bond. Troweling may begin 5 - 10 
minutes after it is on the wall. For cosmetic spray 
applications troweling is not necessary. 


Work in progress should stop at natural stopping 
points such as doors, control joints, windows, 
corners and pilasters. When necessary to apply 
the material in lifts, stop at the mid-height of the 
last course of Sparfil block so that the next stage 
will lap the horizontal block joints (see Cold 
Joints). When work is stopped overnight or longer, 
protect the tops of walls against rain and snow. 
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Two Coat Application 


Two Coat applications of surface bonding cement 
(or one coat of surface bonding cement covered by 
one coat of nonstructural finish coat) substantially 
improve colour and texture uniformity of the fin- 
ished wall. The first coat should be applied with a 
uniform surface texture free of ridges but it should 
not be polished smooth as this will decrease the 
bond of the second coat. The second coat should 
be applied to a whole wall section at once to avoid 
cold joints. 


NOTE: Do not get the wall dirty between applica- 
tions as this will affect the bond of the second 
coat. 


Cold Joints 


When the surface of a wall cannot be covered in 
one continuous application, the point at which two 
separate applications join or overlap can usually 
be seen. This joining is called a cold joint and may 
not be aesthetically acceptable. The joining of two 
separate horizontal applications of the material 
must always occur at least 75 mm (3”) from the 
horizontal edge of the block. This ensures that the 
structural integrity of the surface bonded Sparfil 
wall is maintained. 


The easiest way to prevent cold joints is for the 
work to continue until a natural stopping point is 
reached. Natural stopping points occur at wall 
corners, wall tops, wall intersections, pilasters and 
expansion joints. No visual or structural problems 
will result. Surface bonding cement is formulated 
such that under normal conditions a short work 
stoppage (15-20 minutes) will not produce a cold 
joint. 

The use of a textured finish will eliminate the 
visual effect of cold joints, since this finish 
naturally disguises the cold joint. Techniques using 
blending, taping, special finishing and panelization 
can effectively prevent noticeable cold joints. 


Exposed Sparfil Block 


All exposed surfaces of Sparfil block shall be 
covered with a minimum 3 mm (1/8”) of surface 
bonding cement. 


Curing 


Under severe windy and/or dry, hot conditions it 
may be necessary to wet the wall once or twice a 
day for a time sufficient to hydrate the cement. In 
warm weather, protect the surface from rain for 3 
hours; in cold weather, protect for 6 hours. The 
wall must be protected from freezing for 48 hours 
after application. (Gee Cold Weather Construction). 
Basement walls should cure a minimum of 5 days 
before back-filling. 


Initial Heat 


It is important to prevent accelerated or forced drying 
of interior surface bonding finishes of Sparfil buildings 
closed-in after cold fall weather has commenced. 
Therefore, when supplementary heat is initially applied 
in closed-in Sparfil buildings, the inside temperature 
shall not be raised more than 5°C (9°F) per 24 hours 
to avoid excessive shrinkage and possible surface 
crazing. The Sparfil Wall System’s energy efficiency 
and its 3 day thermal lag assure that such temperature 
control can be easily achieved. 


Yield 


015 cubic metres per 23 kg (.52 cubic feet per 50 
lbs) of surface bonding cement or nonstructural 
finish coat. 


Coverage 


Allowing for 5% wasteage and inaccuracy, a 23 kg 
(50 Ib.) bag of surface bonding cement or nonstruc- 
tural finish coat covers nominally at 3 mm (1/8”) 
thickness on both sides of the Sparfil wall: 


— 25 Sparfil blocks when trowel applied 


or 
—22 Sparfil blocks when spray applied 
depending upon the finish desired and the work- 
manship in application. 


Decorative Finish — When used as a decorative 
finish over existing block and mortar, a 23 kg (50 
lb.) bag covers 4.6 - 9.3 m? (50 - 100 sq. ft.) de- 
paaelt) on the finish and texture used and flush- 
ness of the mortar joint. Severely recessed joints 
should be flushed first with ordinary mortar mixed 
with a 5:1 water/bonding adhesive solution. 


Limitations 


1. Only water need be added, as the surface 
bonding cement and nonstructural finish coat 
are complete. This particularly excludes the use 
of “anti-freeze” in winter. 

The addition of foreign material will change the 
chemical balance and the structural 
performance. The exception is that a polymer 
based concrete bonding adhesive may be added 
in accordance with manufacturer’s 
specification. 

2. Do not use Sparfil block that has clay or soil on 
the surfaces. This will impede the bonding of 
the surface bonding cement and may cause 
cracking. 

3. Do not use wet Sparfil blocks and do not let 
rain and snow enter the wall. This can cause 
excessive drying shrinkage of the Sparfil block 
and discolouration and/or shadow crazing of the 
coating. 

. Do not use structurally in chimneys. 


5. Use only masonry paints that are specifically 
recommended for use over alkaline surfaces 
such as green concrete, stucco and masonry. 

6. Do not add colour pigments to the surface 
bonding cement or nonstructural finish coat as 
this may cause a change in the chemical 
balance and may result in an undesired colour. 

7. Do not use lime-based mortar for levelling beds. 


> 


Building Codes 


Structures built with the Sparfil Wall System should be 
designed, engineered and built in conformance with the 
applicable building code and structural data. The technical 
data and details in this Tech Sheet are given for informa- 
tional purposes only and are not to be construed as overriding 
any requirements of any applicable building code. 


© 1982 Sparfil International Inc. 
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Sparfil International Inc., 5 Veronica St., Box 235, 


Cobourg, Ontario, Canada K9A 4K5 (416)372-8550 


COLD WEATHER CONSTRUCTION 


Field Storage 


During cold weather construction, Sparfil blocks, 
surface bonding cement and nonstructural finish 
coat must be stored in their plastic wrapping on 
skids and protected from rain and snow until used. 
Wet Sparfil blocks must be allowed to dry before 
applying the first coat of surface bonding cement. 
Do not allow the bonding adhesive to freeze. Any 
frozen or previously frozen bonding adhesive must 
be discarded. 


Stacking Sparfil Blocks 


Sparfil blocks may be dry stacked in cold weather 
as described in Tech Sheet 2. However, during 
erection and until the tops of walls are permanent- 
ly sealed the top course of Sparfil blocks must be 
protected from rain and snow with a plastic or 
Canvas covering. 


Surface Bonding and Finishing 


Warning: Do not apply surface bonding cement or 
nonstructural finish coat when the temperature is 
below 4°C (40°F) without following the additional 
requirements described below. If, within 48 hours 
of application, the temperature does fall below 4°C 
(40°F) follow the protection requirements described 
below. 


Work Day 
Temperature 


Above 4°C (40°F) 


0-4°C (32-40°F) 
(68°F). 


-5-0°C (23-32° F) 
above 4°C (40°F). 


Below -5°C (23°F) 


Limitations 


1. Wet Sparfil blocks must be allowed to dry before 
applying the first coat of surface bonding 
cement. 

2. Do not apply surface bonding cement onto ice 
or snow covered Sparfil blocks. 

3. Do not use accelerators or anti-freezes in the 
surface bonding cement or nonstructural finish 
coat. 

4. Do not use frozen or previously frozen bonding 
adhesive. It must be discarded. 


Application 
Requirement 


Normal Sparfil procedures. 


Heat mixing water to 20°C 


Heat mixing water to 20°C 
(68°F). Maintain mixture 


Heat mixing water to 20°C 
(68°F). Maintain mixture 
on mortar board above 
4°C (40°F). 
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Typical Cold Weather Protection 


Protection 
Requirement 


Cover tops of walls with plastic or canvas at 
end of work day to prevent rain or snow 
entering wall. 


Cover walls from top to bottom with plastic or 
canvas at end of work day to protect the sur- 
face bonding cement or nonstructural finish 
coat from wetting and freezing. 


Cover walls from top to bottom with plastic or 
canvas during application and for 48 hours 
thereafter. Maintain walls above freezing for 
48 hours after application using auxillary 
heat or insulated blankets. 


Provide full enclosures around walls and 
supply sufficient heat to maintain enclosures 
above freezing during application and for 48 
hours thereafter. 


Building Codes 


Structures built with the Sparfil Wall System should be 
designed, engineered and built in conformance with the 
applicable building code and structural data. The technical 
data and details in this Tech Sheet are given for informa- 
tional purposes only and are not to be construed as overriding 
any requirements of any applicable building code. 


© 1982 Sparfil International Inc. 
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&) TERMINATION OF AUTHORIZATIONS B.M.E.C. #82-6-44 
i a anaes Ee an 14 October 1982 

and B.M.E.C. #78-1-9 

13 November 1980 





~ T 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Rio 0 a eis 


AND IN THE MATTER OF AUTHORIZATION TO: 


Spanfilheinternacional Inc, 


De VELEONVCascELeee and, Case Yosvalc, Now. 
Py, OC BOx 125) Delson, Quebec 
Cobourg, Ontario JOL 1G0 

K9A 4K5 


ON THE SUBJECT OF: 


Sparfil wall system of surface bonded dry stacked 
block walls. 


SHALL BE TERMINATED AS FOLLOWS: 


Subject to paragraphs 1 and 4 of Authorizations 
B.M.B.C. #82-6-44, 14 October 1982 and B.M.EC. 
) #78-1-9, 13 November 1980, no further installation 
) shall be made as of the date of this termination, 


NOTE: 


Only the Tech sheets 1, 2, 3 and 4 dated 7 June 1982; 
attached to Authorization B.M.E.C. #82-6-44 shall be 
carried foward to a new Authorization. 


REASON: 


Subject to paragraph 4 of the Authorizations the 
applicant has submitted a new applicaton with 
revisions and changes to the Subject matter, therefore 
it is now necessary to issue a new Authorization 
B.M.E.C. #83-2-61 dated 20 October 1983. 


MOVED AND ADOPTED THES. 20S DAY OF “OCTOBER 963, BY <THE 
BUILDING MATERIALS EVALUATION COMMISSION. 





Ministry of 


i 
Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 





9S 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W,, Toronto M5S 1P8 


STANDPIPES BeCsCe, #£2=6597 
ae 25 Auguste L992 


General Description of Project 


A newly constructed one storey F-2 building of 46,162 sq.ft. 
non-combustible construction for sheltered storage of diesel 
fuelled buses and maintenance of same. 


Reason for Application 


Sentence 3.2.5.4.(2) requires 24" diameter hose connections 
when building area exceeds 40,000 sq. ft. 


Appia Gants "position 


Thesbuilding as 7tosover the “square foot" restriction and an 
light of the very low occupancy of eight people and a single 
storey with good water supply the 14" hose connections with 2" 
Standpipe risers and laterals should be considered to be safe 
fire hose protection. 


Busiaing Officials COSsttion., 


This one storey unsprinklered repair garage classified under 
S92. 2.422 Wirth 456. 62 sq.ft. pullding area requires 2%" ‘con- 
nections and the standpipe risers with lateral extensions must 
be 4" diameter. 


Commission ruling 


iMn-Lavour Of “the "BuLlldaing Ofiteral, "COnceriing appl rcation 
#82-6-97 it is the decision of the Building Code Commission that 
the standpipe system does not comply with the fire safety re- 
quirements of the Ontario Building Code. 


Reasons 


Part 3 and Part 6 of the Ontario Building Code set out require- 
ments for standpipe systems. The Applicants proposal does not 
meet the requirements for a fire extinguishing system in the 
burlidinos 


Ontario 


Ministry of 


ms 
Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 
io eS SA 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W., Toronto M5S 1P8 


EMERGENCY LIGHTING B.C.C. #82-7-98 
= tee Sees a 23 August 1982 


General Description of Project 


An existing 3 storey building with basement and multi tenants 
proposed to renovate approximately 10% of the first floor for 
an experimental film theatre. 


Reason for Application 


Sentence 3.2.8.2.(1) (b) requires emergency lighting and the 
Building Official is requesting that this be applicable to the 
entire building. 


Applicant's Position 


O.B.C. Sentence 3.2.9.1.(2) allows the proposed use within this 
existing warehouse and 3.2.4.0 .(1) requires a [ire alarm system 
(strickly speaking would apply to the materially altered portion 
only) as a partial fire alarm system serving the proposed use 
only, is not logical. It is proposed to install one throughout 
the building. Whereas the emergency lighting is proposed only 

in the area of new construction which does not increase the hazard 
levels to the remainder of the building. 


Bui ldingsOLt icial tc Position 


The 0.B.C. requires emergency lighting be provided in floor areas 
where public may congregate in Group A, Division, 1 occupancies 

and in certain parts of buildings required by Subsection 3.2.4. to 
have a fire alarm system. 


Commission Ruling 


In favour of the Applicant. Concerning Application #82-7-98 it is 
the decision of the Building Code Commission that the proposed 
changes to 507 King Street East, Toronto to accommodate the funnel 
theatre meet the requirements of the Ontario Building Code, 
provided emergency lighting is throughout the area Of COnSstruction 
and the means of egress. 


Reasons 


The Applicants proposal meets the requirements of the Ontario 
Building Code within the scope of the proposed Gons ErUuctLOnN. 


AMENDMENT TO AUTHORIZATION B.M.E.C. # 82-8-46 
14 April 1983 





IN THE MATTER OF SECTION 18(4)(b) of the Building Code Act 
i al ge © eimereed ae 2 A 


AND IN THE MATTER OF an authorization to: 


Marley Roof Tiles: Limited 
281 Alliance road 

Mikton, Ontario 

EOL SMG 


ON THE SUBJECT OF: 
Marley concrete roof tile system used on pitched roofs 
Of DUI dang strictures. 

SHALL BE AMENDED AS FOLLOWS: 


Delete the existing paragraphs 6 and 7 and add new 
Patagrapns 6 and 7 as follows... 


bs All aspects of the Ontario Building Code Part 9 
OL Part 444s applicable shalils be. complaed, wath 
FOr New and ucxistinguroot Support Eraming, rafters, 
trusses, sheathing, underlay and flashings. 


Pervrrare 9 —burldings "(ter roor dead load cnaliy pe 
increased by 0.5 kN/m2 (10 bos Sdiet tes) LO “ad Low 
form Ene weight, ofefhnemroor. tilesiaalLimeblcUuMor 
plywood; Sheathing,» 19. xe 35. mmainominalels %.c.an.) 
wood purlins (battens or strapping) at 338 mm 
(134%in.) maximum spacing in conjunction with 
Sheathing equivalent to Thermo-ply (2) or Thermo- 
bar Q®) may be used, 


lige For existing roofs the structural adequacy of the 
root framing and the supporbing walls shall. be 
certified by a Professional Engineer registered 
in the Province of Ontario. 


REASONS: 
TO more) clearly (define: therPartes 9 and.4 of “che 
QO.B.C. in the matters of the extra dead load, 
sheathing, purlins and structural adequacy 
required by this roofing system. 


MOVED AND ADOPTED THIS 14 DAY OF APRIL, 1983 BY THE BUILDING 
MATERIALS EVALUATION COMMISSION, 


& 
Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 
Oe ee een FPA 


Ontario 


Ministry of 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W., Toronto M5S 1P8 


OPEN STAIRWAYS AND Bie Gee 2 esos 
FIRE SEPARATION 24 August 1982 


General Description of Project 


A two storey existing building is classified as Personal service 
Group "D" (basement and first floor) and Residential occupancy 
Group "C! {second Llcoxr) 


Reason for Application. 


OB Ce 98'9%-45..*(lon CE) onc s. and. lable 910M vAverequime 
fire resistance separation and basic requirements for Groups "D" 
and "E" and the proposed construction does not conrorm to these 
regulations. 


Applicant’s Position 


Construction of an unenclosed convenience stair between the first 
storey and basement levels both of which have direct exits to the 
outdoors will be totally separated from the residential occupancy 
by 1 hour plaster“and drywall. 


Bua bding. Orica lH enPOs tcl Oli 


Clause 989.4 7eeU) (2) is not applicable as 1b 15 superseded by 
021059. 7,2 and ateis tor 'D! on we soccupancy =i) regards toncad 
required exit", further it does require a 3/4 hour separation 
between basement and first floor. 

Sentence 9.10.9.7. would permit an open stairway if the building 
is sprinklered and does not contain a residential occupancy 
otherwise Table 9.10.8.A. requires a 3/4 hour fire separation. 


Commission Ruling 

In favour of the Building Official, at- is. the: decision «of ‘the 
Building Code Commission that application #82-8-99 does not con- 
form to O.B.C. Regulation 9257/5. 


Reasons 


The fire separation for the stairs between basement and first 
floor must Conform to Table or 10. oak. 
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Ministry of Sl 4 Be 
Municipal Affairs Building Code Commission 
# and Housing Building Materials Evaluation Commission 
a 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W.,, Toronto M5S 1P8 


CHIMNEY LINER B.M. E. C. #82-9-47 
the 9 September 1982 


aN THE MATTER OF Section 18(4)(b) “of the Bullding ‘Code 
AGT, “Reo sO.) F960. 


AND IN THE MATTER OF AN application by: National Supaflu Systems 
ENG. 7 (ROUce  30A, BOx 239 #CODLeskr ily -Newr York; U.oua 
Zip 12035 on the subject of the use of Supaflu Chimney 
Liner to line/reline residential masonry chimneys with a 
light weight, insulating material. 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of 
the aforementioned matter subject to the following terms 
and conditions: 


1. Where in the opinion of the COMMISSION negative ex- 
perience indicated that this authorization should be 
amended and/or terminated, the COMMISSION may, by written 
notice to the applicant and/or his agent at the above 
address, withdraw this authorization and no further 
instailations shall be made subsequent to the effective 
date of the termination as set out in the written notice. 


20 This. anthorization vs not to be’ used as an endorsement 
of any product or system for promotional or advertising 
purposes. 


3. This authorization does not in any manner warrant or 
guarantee the successful performance of the subject matter. 


4. This authorni zation wis tor the applicant only “ae the 
above address and is not transferable, and shall be for the 
System as installed and maintained in accordance with the 
manufacturers instructions as submitted with this appli- 
cation. Any revision or change in the Applicant or the 
materials, use, or manufacturer of the product or process 
Shall automatically be cause for termination, unless prior 
approval is granted for revision or change. 


>. Thais authorization 1s only valid when in conformance 
with all other applicable governing legislation. Change 
in any Code provisions shall be grounds for re-evaluation. 
All applicable aspects of the Ontario Building Code shall 
be complied with except as authorized herein. 


AND SPECIFIC REQUIREMENTS. 


6. This authorizations tamited "to Ontario, Pug dingecoue 
@ Part 9 buildings where the flue is for the use of solid 
fuel only and where the chimney is in a good state of 
repair. (Note: Gas and liguid fuels appliances are 
regulated separately by the Fuels Safety Branch and a 
& separate application may be made to them). 


Page, 10 < se 


Ministry of Oe Aes ‘ae mm 
Y) Municipal Affairs Se ere ee 
# and Housing Building Materials Evaluation Commission 
Ontario 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W,, Toronto MSS 1P8 


2. ® 


7. Protection from the elements shall conform to O.B.C. 
Subsection 9.20.17 and installation shall be done by Supaflu 
trained personnel only. 








8. This chimney liner shall have a minimum thickness of 
16 mm (5/8 inches) and shall not negate the Code requirements 
for flue sizes or chimney construction. 


9. The Supaflu lined chimney shall be capped by the use of 
a circular flue tile extending not more that 100 mm (4 in.) 
above a precast water proof concrete cap which has sloping 
top and overhangs the chimney by at least 50 mm (2 in.) with 
drip edges cast into the concrete cap not less than 25 mm 

iJ cun.) sEronmric space .Otabne ichammey, .omectalilessustee.l: Cap 
with formed drip edges. 


10.2 the ase hora zacLOn..t So aLurtherns limieed, tObuinstallations 


to 10 September 1985 when continuance may depend on an independent 
investigation report of those chimneys so-lined with the Supa- 


flu system. @ 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


st 


AMENDED Amended 
AUTHORIZATION 82-99-47 
BY THE 16 October 1985 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


National Supaflu Systems Inc. 
Box 89, Walton Industrial Park 
Walton, New, York, U.S-A. 

L1p 3856 


ON THESSUBJECT.-OF: 


Supaflu, a chimney liner to line/reline residential masonry 
chimneys with a lightweight, insulating material. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 


9 dle Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
Oly sia athe .wr Liten.notice, 


ike The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to anvsother sparty,or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Matter, 


tie This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be‘used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION 1S not transterable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


oF ss 


- 2- 


Construction “and “installation "shall *be™invconrormarice torall 
applicable governing legislation except that compliance with 

the terms and conditions described herein shall be deemed . 
not to be a contravention of the Building Code. Where ap 
applicable any change in the Act, Regulation or Code 

provisions shall be grounds for re-evaluation by the 

COMMISSION. 





AND SPECIFIC REQUIREMENTS: 


Gi 


PO 


This aAuehnorrzacvoners  Pimreed "corolla romoUNLOIngmcode,. Part 
9 buildings where the flue is for the use of solid fuel only 
and where the chimney is in a good state of repair. (Note: 
Gas and liquid fuels appliances are regulated separately by 
the Fuels Safety Branch and a separate application may be 
made to them.) 


Protection from the elements shall conform to O.B.C. 
Subsection 9.20 l/s ee INStailatlony snakim pe aOonesby stne 
manufacturer's trained personnel only. 


This chimney liner shall have a minimum thickness of 16 mm 
(5/8 inches) and shall not regate the Code requirements for 
flue sizes of chimney construction. 


The lined chimney “shall be capped by the use of a’ crrcular 


flue tile extending not more than 100 mm (4 in.) above a 
precast waterproof concrete cap which has sloping top and 
overhangs the chimney by at least 50 mm (2 in.) with drip & 


edges cast Into, che Conerere Ccapenot vess tian -2osmmeGlr in.) 
from “the face of the chaumney, “or -atstarmmPess steel cap with 
formed drip ‘edges. 


Installation and materials shall be “in -accordance’ to’ the 
published anstructions of ehesmanturacturemzrsesubinetEea tO 
the COMMISSION to date of this AUTHORIZATION. 


DATED at Toronto. Ehis IGT day in the monthsaf Octobe yp in 


the year f46S, for authorizations s saa 7- 7 on 
behalf of: ij 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry of ated a & 
Municipal Affairs Building Code Commission 
: and Housi Ng Building Materials Evaluation Commission 
Ontario 
pra eee eI Se er er PO TIA 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 


WIDTH AND HEIGHT B.C.C.#82-9-100 
J OF EXITS 24 August 1982 


General Description of Project 


A newly constructed "L" shape plan three storey apartment 
building containing three exit stairways, one stairway is 
located in the right angle while the other two are at the 
end Om thne: Dis aint. 


Reason for Application 


Construction errors within both the end:stairways gave rise 
Lo: NON=cOntormance with the -Och. Cl requletrons Gyacueoe (2) 
SA oe re COI CI pe ote Ota oe 2) aT eS eed SO ete) 


Applicant's Position 


(ay) ease C2) existing headroom is one inch or less than 
the required "at least 6 ft. 9 in’. 


) (1D) dhs. BO et) existing riser is two inches from exit 
door because an oversized door was 
installed, and it is proposed to change the 
door and: frame =con forming to =se4cs. . (0) tC) 
y which would then allow eleven inches from 
exit door. 


(eo) “Bhd Sod) one existing landing in west stair is 
34" and one landing in the south stair is 
5 3/4" less than the 0.B.C. requirements for 
the width. 


Bullding Officials Pose on 


An inspection of this building revealed a number of unsafe 
conditions and an Order to Comply was issued because the 
Building Official has no discretionary powers in these matters. 


Commission ruling 


In favourot “the Applrcant, “air 'regara "to pp licat ror *7o2-9-100 
it is the decision of the Building Code Commission that there is 
sufficiency of ‘compliance: with “Ontarro Regulation 925/75 in 
respect tor 


1. Headroom or the West stair and South stair 
) 2 Proposed door clearance on the second 
floor. 
3. Intermediate landing in West stair. 
) The Commission however, finds that the Intermediate landing in 


the South stair does not meet code requirements. 











Ministry of =e ay Bu 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 





HEAT RECOVERY SYSTEM B.M.E.C. #82-10-48 
5) 9 September 1982 


IN THE MATTER OF Section 18(4) (b) of the Building Code Act, 
Reo SO. oO" 

AND IN THE MATTER OF an application by: Indusco Sales Limited 
48 Chauncey Avenue, Toronto, Ontario. M8Z 224 

ON THE SUBJECT OF: The use of Kitchen Exhaust, Heat Recovery 
by means of a washable plate type heat exchanger or heat 
corl-s 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of 
the aforementioned matter subject to the following terms 
and conditions: 


1. Where in the opinion of the COMMISSION negative 
experience indicated that this authorization should be 
amended and/or terminated, the COMMISSION may, by written 
notice to the applicant and/or his agent at the above 
address, withdraw this authorization and no further 
installations shall be made subsequent to the effective 
date of the termination as set out in the written notice. 


2. This authorization is not to be used as an endorsement 
) OL any Product, Or System for promotional OF advertiecing 
purposes. 


3. This authorization does not in any manner warrant or 
guarantee the successful performance of the subject matter. 

YJ 4e—This~authorrzation is tor the applicant only at the 
above address and is not transferable, and shall be for 
the system as installed and maintained in accordance with 
the manufacturers instructions as submitted with this 
application. Any revision or change in the Applicant 
or the-materials, use, or manufacturer of the product 
Or process shall automatically be cause for termination, 
unless prior approval is granted for revision or change. 
5. 4 Lhnis Authorization ss only valid when, an contomnance 
with all other applicable governing legislation. Change 
in any Code provisions shall be grounds for re-evaluation. 
All applicable aspects of the Ontario Building Code 
shall be complied with except as authorized herein. 
6. The tempered supply return air duct system shall 
be for the kitchen area only with a fire damper at the 
reclaim unit and the air duct beyond shall be installed 
in. accordance: with tne .Ontar1o sul lading Code 6,2. 4. 
7. Installation and maintenance shall comply with the 
Application and submitted data dated 10 August 1982 
entitled Specification Sheets for Indusco Kitchen Heat 
Reclaim System ineluding Tyotcal drawing, tor Corl ox 
Plate Heat Exchanger. 

) 8. Except as noted above the entire system shall conform 

to NFPA 96-1980. 











Ministry of 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 


oS) 


STANDPIPE PIPING B.C. Gi #62-10=101 
DESIGN AND CONSTRUCTION L9SOSt oper VEZ 





General Description of Project 


Several existing horse barns were proposed to be upgraded via 
the fire protection system by installing a standpipe system. 


Reasons ToOrea Appl ica rion 


sentence 6.7.3.6.(1) of the Building Code addresses the design 
working pressure and standards for steel copper etc. piping but 
does noOted#réecelytmention® Pa sCeepipings. 


Applicant's position 


The horizontal underground portion of the fire protection standpipe 
System would be Polyvinyl Chloride Series 200 pressure pipe and 
fittings WCeS. Ata BlSss .3).4 Thiss material would be, completely 
protected from physical and fire damage by a minimum of five feet 
of earthycover:, Currently PeveC..is used by several Municipalities 
and 1s acceptable by Ontario Reg. 736 for water service piping 
belowsgrade;,>itherN.F.«€ swallows) Pi. V.Ceanderground fine protection 
(No Pahoa 4 6) x 


Buulding OlLticia ls 2061 tion 


While: he is not: fully opposed to P.V.C. burried, it is his inter- 
putation that the 0.B.C. only permitted steel and copper piping. 


Commission ruling 


in favour of <thevApplicant .» Ohpapplication.#82-10-101, Bui ldang 
Code Commission. It is the decision of the Building Code Commission 
that application #82-10-101 in the matter regarding the Firestand- 
Pipes for the horse barns for Woodbine Racetrack in the Borough of 
Etobicoke, indicates a sufficiency of compliance. 


Reasons 


(1) It is a burried fire main pipe, burried five feet below surface 
coming ft romtoutside minder pihe “concrete <clab. to, the«toot, oLsthe 
standpipes five feet below and does not enter the building. 


(2) The standpipes from the horizontal plastic P.V.C., series 200 
fire main pipes has to be in steel pipes and no plastic P.V.C. 
pipe should be part of the vertical standpipes. 


(3) Thrust blocks shall be installed at appropriate location at all 
turns to prevent movement of the horizontal burried P.V.C. 
ping 


(4) be Po. Gliplasticgoi ping sand (frttings shall conform te Senies 
200. foptaywoesking pressure of200 P.S.2. 











Ministry of ees! -_ 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St W., Toronto M5S 1P8 


KITCHEN EXHAUST B.M.E.C. #82-11-49 
) DUCT DAMPER 9 September 1982 


IN THE MATTER OF SECTION 18(4) (b) of the Building Code Act, 
Ree Os Ue 


AND IN THE MATTER OF an application by: Ministry of Government 
Services, Ontario Ministry of Revenue, 33 King Street West 
Oshawa, Ontario LIH IAl. 


ON THE SUBJECT OF: The use of an automatic fire damper on the 
terminus of a kitchen exhaust duct, to reduce the exfiltration 
of air from this building AT THE ABOVE ADDRESS. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and con- 
ditions: 


1. Where in the opinion of the COMMISSION negative experience 

indicated that this authorization should be amended and/or 

terminated, the COMMISSION may, by written notice to the 

applicant and/or his agent AT THE ABOVE ADDRESS, withdraw this 
) authorization and no further installation shall be made sub- 

sequent ‘to the effective: date ‘of ‘the “termination as ‘set out 

in the written notice. 


9 2. This authorization is not to be used as an endorsement of 
any product or system for promotional or advertising purposes. 


J.) This authorizationdoestnot in any Manner warrant or 
guarantee the successful performance of the subject matter. 


4. The authorization is for the applicant only AT THE ABOVE 
ADDRESS and is not transferable, and shall be for the system 

as installed and maintained in accordance with the manufacturers 
instructions as submitted with this application. Any revision 
or change in the Applicant or the materials, use, or manufacture 
of the product or process shall automatically be cause for 
termination, unless’) prior approval is!’ granted for revicion or 
change. 


5.1¢ This authorazgationtis only®validtwhen@in=conformance with 
all other applicable governing legislation. Change in any Code 
provisions shall be grounds for re-evaluation. All applicable 
aspects of the Ontario Building Code shall be complied with 
except as authorized herein. (i.e. Gas appliances are regulated 
separately by the Fuels Safety Branch and Ontario: Hydro for 
electrical® installations)» 


) 
6. This authorization is for the installation of an automatic 
damper equal to Ruskin FD-35 and installed on the discharge 
-) outlet of the kitchen exhaust duct outside above the roof 
complete with a clear cut opening or openings through the approx- 


imate centre of the damper to equal 7 square inches to vent the 
gas pilots on the appliances served by this exhaust duct. 


PAGe 25 «isc 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 








7. %In lieu of a fusible link a limit switch mounted outside 
of the air stream to prove damper is fully open shall be acti- 
vated by the blade of the damper. 


8. Damper shall be driven open/closed with an electric motor 
mounted outside the air stream and in a weatherproof enclosure. 
Necessary wiring and control shall be provided not to allow 

the fan to start until the damper is in the fully open position 
and then only close when the fan is stopped. 


9. Except as noted the entire kitchen duct system shall conform 
to the NFPA 96-1980. 








Ontario 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 
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GUARDS ON EXTERIOR Bacw Ce, Foor Lie1 02 
LANDING AND STAIR bISOctober 1982 


General Description of Project 


A newly renovated three storey house is now to contain a health 
food store in the basement, law offices and Commercial art 
gallery on the first floor, law offices on the second floor and 
residential dwelling on the third floor. 


Reason for Application 


9.8.8.7. of the 0.B.C. requires openings in guards to prevent the 
passage of a spherical object having a diameter of 4 in. unless 
it can be shown to the chief official that the location and size 
does not represent a hazard. 


Applicant's position 


The exterior concrete landing has a substantial concrete curb and 
the guards are constructed of 3-14 in. horizontal steel pipes at 
approximately 12 in. centres and welded to vertical 1% in. pipes 
which are fastened to the concrete curb at each end of the landing. 
Since the building is essentially an office building there is very 
little. hazard*tor small children. 


Building Officials position 


The Chief Building Official visited this site and found this new 
landing and stair had replaced an existing Code conforming landing, 
this was done to allow new egress to the basement area. The 
hazardous condition prevails in that the landing is about ll ft. 
from the concrete walkway in the basement areaway as well the con- 
crete retaining walls are located there, plus the additional height 
of the pipe rails whose design provide wide open spaces and a 
climbing ladder for all persons. 


Commission ruling 


In favour*oP he BudidingMoret ter aint hee wer thetwdecision of the 
Building Code Commission that application #82-11-102 regarding the 
construction of guards at the entrance at: 15 Bold 'Street: im the 
City of Hamilton does not meet the requirements of the Ontario 
Bullding “Code Subsection Ore I. 


Reasons 


(1) dImntent of the Code as) toiprotect tthe: Pife safety df 
ehe Ube 


(2) The guards in question shall be altered so as to 
conform .bo) Arcicl exO.sewe. 7s anditto tthe satisfactionnof 
the tChiekt ‘building: ofiicerals, 











Ontario 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W.,, Toronto M5S 1P8 


CHIMNEY 


9 


& LINER B.MLE.C. ¢82-12=-50 
17 November 1982 


LN “THE. MATTER -OP=Ssection 18(4) (b) of the Building Code Act, 
Reo.O0, 1930), 


AND IN THE MATTER OF an application by: ISO - KAREN Aps, 


Industrivej, 7470 Karup J. Denmark, Agent: Norwegian 
Woodstoves, Division of Dahl Brothers (Canada) Ltd 

2600 South Sheridan Way, Mississauga, Ontario. L5J 3Y1 

on the subject of the use of ISO-KAREN Chimney and Liners 
for self contained new chimneys and/or to line new or 
relane existing masonry chimneys. 


THE COMMISSION HEREBY AUTHORIZES To the Applicant the use of the 


(NOTE: 


aforementioned matter subject to the following terms and 
conditions: 

1. Where in the opinion of the COMMISSION negative ex- 
perience indicated that this authorization should be 
amended and/or terminated, the COMMISSION may, by written 
notice to the applicant and/or his agent at the above 
address, withdraw this authorization and no further insta- 
lations shall be made subsequent to the effective date of 
the termination as set out in the written notice, 

2» this authorization 1S mot to be used as an endorsement 
of any product or system for promotional or advertising 
purposes. 

3. This authorization does not in any manner warrant or 
guarantee the successful performance of the subject matter. 
4... This, authorization ids for the apolicant onty .at the 
above address and is not transferable, and shall be for 

the system as installed and maintained in accordance with 
the manufacturers instructions as submitted with this 
application. Any revision or change in the Applicant or 
the “materials, use, Or Manutacture of them rOOuctLor 
process shall automatically be cause for termination, unless 
prior approval is granted for revision or change. 

De. ERIS authorization 1S Only valica when in conrormance 
with all other applicable governing legislation. Change in 
any Code provisions shall be grounds for re-evaluation. All 
applieable aspects of the Ontario Building Code shall be 
complied with except as authorized herein. 

6. . THES authorizations iS Limitodano. OntarlrOo.,eul tainducode, 
Part 9 buildings for new self contained chimneys and/or to 
line or reline existing masonry chimneys where such chimneys 
are in a good state of repair. 

Since this is listed to ULC-S629M and shall bear ULC 

labels it may be used with solid, gas or liquid fuels.) 

7. Protection from the elements shall conform to O.B.C. 
Subsection 9.20.17 and 1nstallabion shall be done by 
factory trained personnel only. 


8. This chimney liner shall not negate the 0O.B.C. require- 
ments for flue sizes. 
9. The Iso-Karen chimney or liner shall be capped by 


extending the liner not more that 100 mm (4 in.) above a 
precast water proof concrete cap which has sloping top and 


overhangs the chimney by at least 50 mm (2 in.) with drip 
edges cast into the concrete cap not tess than 25 mm (1 in.) 
from the face of the chimney, or a stainless steel cap with 
formed drip edges. 











_ Ontario 
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STANDPIPE AND . B.C.C.#82-12-103 
HOSE SYSTEM 15 November 1982 


General Description of Project 


A new building under construction contains indoor tenant parking 
and mercantile on the ground first floor, additional mercantile 

and residential units are planned for the second floor, residential 
units occupy the third floor with two of these suites having two 
bedroomseach at a higher level or penthouse design. 


Reason for Application 


The determination of building size by the Building Official that 
this building is a four storey structure and as such requires a 
standpipe system in conformance to Sentence 3.2.5.4. (1) 


Applicant's position 


This particular design of building would seem to lie outside the 
strict intent of the Code and could qualify as a three storey 
building thereby not requiring a standpipe system. Exits from the 
upper bedrooms are to the roof with access to two fire rated 
Stairways leading to the street. Floor and roof construction has 
a two hour fire rating, closers are installed on all suite exit 
doors and the building is equipped with fire alarm and smoke 
detectors. 


Building Officials positiog 


By simply looking at the plans it is obvious that there are four 
storeys in this building. The argument is that the top storey or 
penthouse floor should not be counted as a_ storey since it only 
contains bedrooms for two apartments on the third floor.Table 6.7, 
3.A.(Note 1) states that a penthouse that exceeds 500 sq. ft. in floor 
area shall be considered a storey, the subject area is considerably 
more ac We" 1s: ZoU0" sq. ce. 


Commission ruling 

In favourvor the Burlding Orticial. “It ws the decision oOo: the 
Building Code Commission that the applicant's proposed structure 
"Brownstones. 399 John Street, Burlington, Ontario does not meet 
the requirements of the Ontario Building Code in the matter of 
Sentence 3°7°2.5.4. (1). 


Reasons 


The Code is specific in’ the definitions in Part 1. 








Ministry of on Raa 
Gy Municipal Affairs Building Code Commission 
and Housing 


: Building Materials Evaluation Commission 
Ontario 





Rulings 
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KYNAR JACKETED BUMlLE.Cl#82-13=51 
#) POWER LIMITED CABLES 14 October 1982. 
ERENT SRE IRs 


iNSTHEOMATIER OFgoection 13(4) (by) of the Building ‘Code Act, 
Rio. seo o0. 

AND IN THE MATTER OF an application by: Penwalt of Canada Limited 
Kynar/Kynar 5S00PePlastics=Departmenty =P 1.07 eBex 92067 
Dorval; *Quebec® SHOSe3K7@on thersubj ect of: The useXs6ft 
Kynar fluoropolymer insulated and jacketed power limited 
circuit cables in vertical and/or ceiling space used as 
plenums without conduit. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 

1. Where in the opinion of the COMMISSION negative experience 
indicated that this authorization should be amended and/or 
terminated, the COMMISSION may, by written notice to the 
applicant and/or his agent at the above address, withdraw 
this authorization and no. turther installations ‘shall. be 
made subsequent to the effective date of the termination 
as set out in the written notice. 
2. This authorization is not to be used as an endorsement 
of any product or system for promotional or advertising 
purposes. 
3. The authorization does not in any manner warrant or 

&) guarantee the successful performance of the subject matter. 
4% OTHIs authorization ts \for “themapp licant only “at"the 
above address and is not transferable, and shall be for 
the system as installed and maintained in accordance with 
the manufacturers instructions as submitted with this 
application. Any revision or change in the Applicant or 
the materials, use, manufacturer of the product or process 
Shall automatically be cause for termination, unless prior 
approval is granted for revision or change. 
5. « This duthorization eis: only valid when “in *conformance 
with all other applicable governing legislation. Change in 
any Code provisions shall be grounds for re-evaluation. All 
applicable aspects of the Ontario Building Code shall be com- 
plied with except as authorized herein. 
6. All cables tested as per standard UL 910 with a peak 
obscurity density of not more than 1.0 and a maximum flame 
spread less than 10.0 feet are considered equivalent to 
electrical iconductors “anetalled within metallic totally 
enclosed raceways. 
7. Documentation supporting the above criteria from a 
recognized agency shall be made available upon request by 
the*ChieL® Bulldang Oftireral: 
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REQUIREMENTS FOR mac... 26-1104 
& FIRE SAFETY 15 November 1982 


General Description of Project 


A historical designated residential building underwent substan- 

tial renovations for commercial occupancy to utilize the basement, 

3 storeys plus 4th floor atticcarecas.. “They Historical (Board has 
investigated and have no objection to the outcome of the following 
Situation as it would not affect the reasons for designation. The 
Board requests that the final results be recorded on plans filed with 
the Building Permit application documents, as they consider these 
documents to be the formal filing of any items affecting alterations 
to designated properties. 


Reason for Application 


The Building Official has requested the installation of a stand- 
pipe and hose system as per Sentence 3.2.5.4.(1) (a) of the 
Building Code. 


Applicant's position 


Subsections. 209. @aGhange tof hOccupancy prrequires athat iGroup 1D 
buildings over 3 storeys in height be provided with a standpipe 
system. We believe when there is a change of major occupancy the 
§ intent of this subsection, in regard to existing buildings of 
combustible construction, is to bring the building up to Code in 
all areas which affect "the safety of the occupants". Standpipes 
have: 1itbbesmeif anything to do with “oceupant. safety; since any 
fires in. théhbuildingrcan tbenadequately ifoughtminomrtherstreet 
through the extra large windows in the front and rear facades. 


Bui ldingyOtticial' sxpestizon 


Sentence 3.2.9.1. relaxes the requirements of Subsection 3.2.9. 
for change of occupancy in existing buildings notwithstanding that 
Clause 3.2.5.4.(1) (a) requires standpipe and hose system for 
buildings more than 3 storeys in height and the building in 
question is 4 storeys and basement. 


Commission ruling 


in favouruveflthevButidanhg Ofrrciat. (Te) isethendecssionsectnthe 
Building Code Commission that the applicants renovations to the 
Structures at 78-80 Gerrard Street East involving a change or 
major occupancy does not meet the requirements of the Ontario 
Building Code in the matter of Subsection 3.2.9. 


Reasons 


es) It is notathebantenteofethe OntarirevBulidingnCodesthat: the 

provisions ofdSentéenceas.2 . ede il i iappolyoie) others than thescon- 
struction feature of a structure. The applicable requirements of 
Part 3 other thanras provided in Section 3.2. apply. 
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ELECTRIC LOCKING SYSTEMS B.M.E.C. #82-14-52 
&) FOR EXIT DOORS 17 November 1982 


IN? THE’ MATTER OOF Sectionw18 (4)(b)* of The Building Code Act, 
ReOS Os 19'80% 

AND IN THE MATTER OF An Application by: Reliable Security Systems, 
Inc., 10604 Beaver Dam Road, Cockeysville, Maryland, U.S.A. 
Z1030. “Agent: Ww. Nobile Electronic’ Security Inc... 

975 Tedwyn Drive,’ Mississauga, Ontario. L5A 1Kl1 on the 
subject of: The use of doorGuard (T), a time delay 
safety lock and devices for exit and access to exit doors, 
as manufactured by Reliable Security Systems Inc. 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and 
condi tions: 

1. Where in the opinion of the COMMISSION negative ex- 
perience indicated that this authorization should be amended 
and/or terminated the COMMISSION may, by written notice to 
the applicant and/or agent at the above address, withdraw 
this authorization and no further installations shall be 
Made subsequent to the effective date of the termination as 
set out in the written notice. 
2. lis authorizacion as for tthe apoliecant wnulywt.-the 
above address and is not transfereble, and shall be for the 
system as installed and maintained in accordance with the 
manufacturers instructions. Any revision or change in the 
§ Applicant or the materials, use, or manufacture of the 
product or process shall automatically be cause for termin- 
ation, unless prior approval is granted for revision or 
change. 
3. This authorization does not in any manner warrant or 
guarantee the successful performance of the subject matter, 
and is not to be used as an endorsement of any product or 
system for promotional of advertising purposes. 
4, This authorization is only valid when in conformance with 
all other applicable governing legislation. Change in any 
Code provisions shall be grounds for re-evaluation. All 
applicable requirements of the Ontario Building Code shall 
be complied with, 

AND SPECIFIC REQUIREMENTS: 

52 “THES autnorizatvoneisenoteapp 4 cablentoy a. Groups... D1LViSion 
IT=oceupancy = 
6. This authorization shall be used only within those build- 
ings for which all doorGuard (TM) locking devices and com- 
ponents are interconnected with the building fire alarm 
system. The system shall have a continually monitored 
central control unit, which is manned by "Supervisory staff" 
(see para. 8(c)) at all times the building is occupied. 
Provision shall be made such that all these devices can 
be de-energized simultaneously at this central unit. 
7. The complete system of doorGuard_ (TM) locking devices 

oe) shall be installed and approved in conformance to CAN4-S524- 
M82 and the Ontario Regulation 730/81, Fire Code, Section 6.3, 


PACE) 2s as 


Ba 


8. All doorGuard (TM) locking devices shall be de-energized 
immediately allowing the doors to be Opened upon, 


(a) the actuation of the initial stage of..the Y 
fire alarm system, or 

(b)., the, actuation of; an,automatic fire detection 
or extinguishing system if one is present, or 

(c) the manual interruption of the doorGuard (TM) 
locking devices electrical circuit, by "super- 
visory staff" as defined in the Ontario Regulation 
730/81; Fare. Code, ior 

(d) the loss of electrical power) controlling the 
locking devices or any fault in the installation. 





7+ AG degible signiwith 25.mm(lsan<) high by 20 mm (3/4 in.) 


wide and 5 mm (% in.) stroke lettering, and permanently mounted 
and maintained at all times on each door equipped with these 
devices....Such,signs,shall. be mounted at 1 A2rma(ate. 6tin.) from 


finished floor to the bottom of such Sign, and; shall+>state: 


EMERGENCY EXIT 
UNLOCKED BY FIRE ALARM 


OR KEEP PUSHING DOOR 
UNLOCKS IN 15 SECONDS 





C 
LO s+; illumination £0 an average level of at least 100 lx (10 ft. 
candles) shall be provided by emergency electrical power supply 
for,the central, contro. unit in para 6, and each sign in ere ays 97 
Lis SThersdoorGuardr (TM) 4shald be listed by Underwriters Laboratorie 
Inc., or Underwriters Laboratories of Canada. 


Lad 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 


AMENDED AMENDED 
AUTHORIZATION #82-14-52 
BY THE 7 November 


BUILDING MATERIALS EVALUATION COMMISSION 1986 
ne LOO LON 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontanao,. 19.80, Chapter 51 


AND, IN THE MATTER OF the Applicant: 


Reliable Security Systems Inc. 
10604 Beaver Dam Road 
Cockeyville, Maryland 

USD sAs.) 21030 


ON THE SUBJECT OF: 
doorGuard (TM), a time delay safety lock and devices for 


InsGailationson: An exlt or access to exit door(s) or 
emergency .1ccess to f loom areas: 





THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter SUb)ect to the following terms and 
COnda ti ong: 


i Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 


yee The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other Perty or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
matter. 


Aue This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4, This AUTHORIZATION is not transferable to any Others party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 


ohn Construction and installation shall ber in conformance; to 
all applicable governing legislation except that compliance 
with the terms and conditions described herein shall be ¢ 
deemed not to be a contravention of the Building Code. 
Where applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 
CAN 4-S524-M82 and maintained in “conformance to Ontario 
Regulation 730/81, Fire Code, Section 6.3. except as noted 
in the Building Code or stated herein. 


The Card identifiers and/or microprocessors with or without 
time delay to a maximum of 15 seconds may be used in 
addition to this ancillary device of electromagnetic 
locking device provided that: 


(a) the required sign and lettering have the added words... 
OR KEEP PUSHING DOOR UNLOCKS.IN.15 SECONDS 


ole This electromagnetic locking device may be installed on 
emergency access to floor areas from exit stairs, provided 
that conformance to the Code and this Authorization are 
Mec trom he vextte stair Side or the access to the tloor 
AGed, SAS Wellin as [LON ste ElOoormarea Glade or tne exit to e 
the stair. 


o.. Hite AUC nOri cater ore exempes Ene code sequirenent tom '.,.not 
INCOTDOraALING waveios sO inss Or OLner similar sdeurcec. .' 


10. The doorGuard (TM) shall be listed by Underwriters 
Laboratories, or Underwriters Laboratories of Canada. 


tK 
DATED. at Toronto ‘this. 7 day in the month Beenie 


the year [\ 9G for authorization #97- |4- S2on 
eYavens ila Tends 


BUILDING MATERTAIS EVALUATION COMMISSION 


m Ontario 





Ministry of Bithor Rats 6 = Pe 
Municipal Affairs uilding Code Commission 
and Housing Building Materials Evaluation Commission 

Ds ee taal 





Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 


PROTECTION OF B.C.C. #82-14-105 
OPEN STAIRWAY 8 December 1982 


General Description of Project 


A typical one storey factory type building with showroom and 
offices at the front added a second storey over the offices for 
additional office space. 


Reason for Application 


The incorporation of a new stairway in the two storey section of 
the building. Sentence 3.2.2.1.(6) to be enclosed by 3/4 hr. fire 
rated screen. 


Applicant's position 


Designation of the factory portion is Group F Division 2 and 

the office portion is Group D, both are completely separated by 
al houmwtire' ating "sentence 3al..7 4 SCAy- of “the locn Cal rows 
an Open *stalr in Group Di" that is Sprinktered. “in'“additiony a 
deluge sprinkler system at the first floor ceiling around the 
Open stair and automatic smoke exhaust at the roof level of the 
new office area. 


Bullding“0fficial:' s position 


Sentence 3.2.2.1.(6), requires that any building containing more 
than one major occupancy the requirements of Subsection 3.2.2. 

for the most restricted major occupancy contained, shall apply to 
the whole building. This building is an F2 and the Building 
Official is in no position to accept so called equivalent arrange- 
Mencs. 


Commission ruling 


in favour Of the Appireant. = The dectsion of the Building Code 
Commission (B.C.C.) is that the Applicants existing open stair as 
described in the B.C.JC. Application #82-14-105 will have sufficiency 
of compliance with “the Ontario’ Burlding “Code ‘provided that -... 


(1) The two occupancies of the existing Building F2 for 
the Production. Area. and Dp, .forn.the.showroom of fice area, 
and have a one hour fire separation between the two 
occupancies. 


(2) That the subject open stair area will meet the Ontario 
Building Code requirements of a group D Occupancy, 


(a).; and meet, all conditions of the NFPA 13 regarding 
heat baffels. and. closely spaced sprinklers 
including an automatic smoke exhaust system at the 
Secon CG Loon. 


(3) Tf those conditions cannot be met, a 3/4 hour fire 
separation is required to enclose the existing open 
stair according to the Ontario Building Code requirement. 


Ministry of ‘dina Cod oii = 
Municipal Affairs Building Code Commission 
# and Housing Building Materials Evaluation Commission 
Ontario 
om 
FREESE 


” 





Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 


Bowen Oe #U2—L5=53 


mT Th TRI 1 ney MMS 
oe) ELECTRIC LOCKING SYSTEM 17 November 1982 


FOR EXIT DOORS 


IN THE MATTER OF Section 18(4)(b) of the Building: Code Act, 
Ri ow Ose tools 

AND iN Thin MATTER OF san application by; Security Information 
pystems, SUG Ruthertord South, orampecon,” Ontario L6W 3K7 
AQent:* -Mrew “Peter Garnick, 1545" Bircimount Road #410 
oCcarborough, Ontario. “MIP 2H2 “on the Subject of 
Security system combining time delay through the use of 
Indentimat (R) 5000 Microprocessor, Identimat (R) 200 
card Identifier and Electro - Magnetic Locking Devices, 
for new and existing exit and access to exit doors to 
provide access and egress control during specified periods 
Ope iiie. 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter suoject to the following terms and 
conditions: 


1. Where in tne opinion of the COMMISSION negative experi- 
ence indicated that this authorization should be amended 
and/or terminated, the COMMISSION may, by written notice to 
the applicant and/or his agent at the above address, with- 
draw this authorization and no further installations shall 
be made subsequent to the effective date of the termination 
as set out in the written notice. 

& 2. This authorizationyiseetor the japplicant only at ‘the 
above address and is not transferable, and shall be for the 
system as installed and maintained in accordance with the 
manufacturers instructions. Any revision or change in the 
Applicant or the materials, use, or manufacture of the 
product or process shall automatically be cause for termina- 
tion, unless prior approval is granted for revision or change. 
3. This authorization does not in any manner warrant or 
guarantee the successful performance of the subject matter, 
and is not to be used as an endorsement of any product or 
system for promotional or advertising purposes. 

4.) This authorization wm only, validiwhen in conformance 
with all other applicable governing legislation. Change in 
any Code provisions shall be grounds for re-evaluation. 

AND SPECIFIC REQUIREMENTS: 
5. All applicable requirements of the Ontario Building Code 
and Building Materials Evaluation Commission (B.M.E.C.) 
authorizations shall be complied with, except as authorized 
herein. 
6. This authorization shall be used only within those 
buildings for which B.M.E.C. has authorized Locking Devices. 
The devices shall be interconnected with the building fire 
alarm system and shall have a continually monitored central 
control unit, which is manned by "Supervising staff" (see 
para. 8 (e)yeat all times the building @s occupied - 
Provision shall be made such that all these devices can be 

@ de-energized simultaneously at the central control unit. 


PAGS: 2c ais 


Ontario 


Ministry of See - i 
¥) Municipal Affairs uilding Code Commission 
and Housing Building Materials Evaluation Commission 


Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W, Toronto M5S 1P8 
ee 3 


AND SPECIFIC REQUIREMENTS (CONT'D) 


7. This complete system shall be installed and 

approved in conformance to the Ontario Regulation 

1320/7 3b, Bare Code;u section, 6,3. 

8. All locking Devices shall be de-energized immediately 
allowing the doors to be opened upon, 


(a) the actuation of the initial stage of the 
fire alarms systems, or 

(b) the actuation of an automatic fire detection 
or extinguishing system if one is present, or 

(ic), jthegmanual anterruptionsofethesdevices circuit, 
by "supervisory staff" as defined in Ontario 
Regulation 730/81 Fire Code, or 

(ad) the loss of electrical power controlling the 
devices or any fault in the installation. 


9. When this authorization is used in conjunction cele 
B.M.E.C. authorized locking devices the required sign 
in such authorization shall be changed to state: 


EMERGENCY EXIT . 
UNLOCKED BY FIRE ALARM 


ORF BY SECURDTY SYSTEM 





Ministry of 
Municipal Affairs Building Code Commission 
and Housing 


: Building Mat 
Ontario uilding Materials Evaluation Commission 
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cY 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


a AMENDED Amendment to 
AUTHOR EZATION B.M.B.C. #82-15—53 
BY sTHes as of 


BUILDING MATERIALS EVALUATION COMMISSION 20 October 1983 


iN THE MATTER OF Section 16(4)(b) of the Building Code Act, 
Revised ptatuves of Onterc, 1980," Chapter 51 


AND SEN THE- MATTER OF che Applicant: 
Mr. Stanley Green 
Security Information Systems 
306 Rutherford couth 
Brampton, Ontario 
LOW 3K7 


ON Thee SUBJECT OR 


Security system combining time delay through the use 
of eruner Indentamaty (Kk) 5000 Microprocessor or 
Pndentimay CR) »200 card Indentufaer, loom new and 
exisbinguexie andvaccess oO exit coors to provide 
access) anc eGerTress control Gurine= “specitied periods 
of time and when used only with Blectric Magnetic 


2 Locking Devices. 


THE COMMISSION HEREBY AUTHORIZES Go. the applicant the use 
of the aforementioned matter subject to the following terms 
andw condi taons: 


lie Where in the opinion of the COMMISSION negative 

experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written motes tO ule Gpulacant er the apent au the 
above address, withdraw the authorization and. no 
further instevlations shall bermade “subsequent bo 
thescinectivesdaue ror wne vermnat On. as set OUb in 
the written notices 


Cg. The COMMISSION does not assume or undertake to discharge 
any responsibil limy of thereapplicans vVorany other party 
or parties and does not in any manner warrant or 
guarantee the correctness and/or the successful 
periormance of the =subgecu maucer. 


Oke This AUTHORIZATION may be mentioned in promotional 
and/or advertising material: however, it is not to 
be used expressly or impliedly as an endorsement of 
any product, -macccidie Lechinigque or designewnrch 1s 
described herein. 


Se: Meee 


Sos 





Nae This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 
for such revision or change by the COMMISSION. 


oh Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of 
the Building Code. Where applicable any change in 
the Act, Regulation or Code provisions shall be grounds 
for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS : 


6. All applicable requirements of the Building Materials 
Evaluation Commission (B.M.E.C.) authorizations for 
Electro Magnetic Locking Devices, shall be complied 
with except as authorized herein. 


ee This authorization shall be used in conjunction with 
all B.M.E.C. authorized Electro Magnetic Locking 
Devices; and , shall be for any one or more of these 
ancillary devices which will allow exit or egress 
by authorized personnel without activating the fire 
alarm; but will, signal the "supervising staff". 





8. When this authorization is used in conjunction with 
B.M.E.C. authorized Electro Magnetic Locking Devices, 
the required sign in such authorization shall be 
changed to state: 


EMERGENCY EXIT 
UNLOCKED BY FIRE ALARM 


OR BYSSEGUR DIY SYolEM 





vA 
DATED. ats Toronto this 24 day insthesmonkm of 264 o 
the year /76~ for authorization # $ 2275-53 on 
behalf of: 


in 


BUILDING MATERIALS EVALUATION commrs 


> ie Ss 


Ministry 
¥) of Building Code Commission 


Housin ‘Idi 7 j issi 
Ontario g Building Materials Evaluation Commission 








id 
Gg bss ar 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


‘) 


TERMINATION OF AUTHORIZATION BaMice wow foo o.5 
20 October 1983 





IN STHE: MATIGR “OP "Sectron 164) (b) of the Building Code Act, 
Ris oie oo. 0 


AND IN THE MATTER OF AUTHORIZATION TO: 


Mr. Stanley Green 

Security Information Systems 
306 Rutherford South 
Brampton, Ontario 

L6W 3K7 


ON THE SUBJECT OF: 


Time delay through the use of either Identimat (R) 
5000 Microprocessor or Identimat (R)200 card Identifier 
r when used only with Electric Magnetic Locking Devices. 


SHALL BE TERMINATED AS FOLLOWS: 


Subject to paragraph one and five of the Authorization, 
no further installations shall be made as of the date 
Of Chis termination. 


REASONS : 


The newly amended Ontario Building Code, Ontario Regula- 
tion 419/86, becomes effective on 20th October 1986 and 
the subject matter is now partly included in Sentence 
32427012. (15)... However, tne. Bo M.m. Cc. has amended all 
authorizations on Electromagetic Locking Devices to 
include similar devices on the subject matter. 


7 MOVED AND ADOPTED THIS 7 November 1986 Ba THE 
BUILDING MATERIALS EVALUATION COMMISSION 


(“ 





) 
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Information on decisions and authorizations may be obtained by writing to the Commission Secretary, 101 Bloor St. W., Toronto M5S 1P8 


EXTERIOR CANOPIES B.G.C. $82-15=106 
8 December, 1982 


General Description of Project 


A newly constructed canopy in front of the main entry to an 
apartment building was composed of hollow steel members with 
acrylic domes forming a roof for protection from rain for 
persons arriving at the building. 


Reason for Application 


Sentence 3.2.2.6.(2) requires every opening in the exposed 
exterior wall of the building within 15 ft. horizontally and 
30 ft. vertically above such canopy to be protected with wire 
glass. 


Applicant's position 


That the domes fulfill the same function that a canvas or vinyl 
awning would, that is protection from rain. The structure is 
fully exterior to the building and it covers an entrance which 

is not a required means of egress from the building. If the 

Code were applied to all buildings as interpreted by the Building 
Official, no canvas or vinyl awnings would be permitted. 


Building Official*s position. 


The Ontario Building Code, Sentence 3.2.2.6.(2) is very clear in 
the requirement for protection of Openings above a canopy. Wire 
glass in accordance with Article 3.1.7.3. or equivalent is 
required. 


Commission ruling 


In favour of the Building Official. It is the decision of the 
Building Code Commission that the subject existing canopy 
described in Application #82-15-106 does not comply with the 
Ontario Building Code. Section 3.2. Sub-section 3.2.2. Sentence 
re re oes Ge 
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s AUTHORIZATION #82-16-5h 
BY THE 20 October 1983 
BUILDING MATERIALS EVALUATION COMMISSION 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised ocatures of Ontario. 1980. Chapter 51 


AND IN THE MATTER OF the Applicant: 


Triple-A Manufacturing Company Limited 
44h Milner Avenue 

Scarborough, Untario 

M1S 3P8 


ON THE SUBJECT OF: 


A self contained structural shelf and rack storage 
facility, with a solid intermediate deck level or 
levels for personnel access, to be used as a method 
or storage facilities within a building. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
and condivULons: 


see Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice. 


ean The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties: and does not in any 
manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


hs This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


2 Bae 


highs 


4. This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 
for such revision or change by the COMMISSION. 


Ds “CONStTUCETMONneand instal bacon shad obe incom ormance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of 
the Building Code. Where applicable any change in 
the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6.(1)The structural design of the entire rack storage 
support system including posts, beams, decks, 
connections... and their supports such, as concrete 
slabs, separate foundations or Similar shall be in 
accordance, with Ontarios Butlding Code Part 2 require— 
ments. 


(2) Detarled drawings for each installation shall ibe 
stamped by a member of the Association of Professional 
Engineers ol Ontario Certiiying contormtcy win 
this authorization. These drawings shall also detail 
an appropriate sign to indicate the maximum per- 
missible design loads for each rack storage system 
and such sign shall be permanently fixed to the 
building interior and displayed in a prominent 
unobstructed viewing position. These drawings 
Shall be submitted tor a bualdime permic. im the 
usual way. 


hee An approved wet pipe sprinkler system shall be 

designed and installed for the entire shelf and rack 
SLOmape Tacility inc ludineetnes ,opsiicvelmanduchal? 

be an cont opmance witha her hee ised Jeo. and Nor. Pon 
231C-1980 or the appropriate N.F.P.A. Standard for 

the most severe hazard that it is exposed to. Sprinklers 
are not required where only Class 1 commodities as 
defined in the following paragraph 8&.(2) are stored. 


BT ene 


—3- 


8.(1)(a)The entire shelf and rack storage dimension shall 


be. limi tvedy te Table ei. based on ther type of 
commodity stored as defined in paragraph 8.(2), 
(Siaetly) Sand. te = hxcerpreronen. bP. hk. 2310-1960 
are outlined in the attached appendix dated 

20 October, (1963. 


(b)A firewall as defined in the Ontario Building Code 


30 


(4) 


@ (5) 


(b) 


vey 


Regulation 583/83, may divide the confining building 
into two or more separate buildings, wherein, one 
Of the following classes may be aSsiened to each 
of the separate buildings; 


Class I commodities are noncombustible products, 
as WMetined Gn Neher a.) 231-1950. or 


Class II, III and IV commodities are combustible 
products «as delineds im NsFUP. A. 2310-1980. or 


Class SS commodities are special hazard products 
nNotrcovered ine pararraphe6.(2)-—-() or 45))¢ 


Aerosol products composed of greater than 55% 

nonwater miscible flammable products including 
lubricants, paints oil-based anti-perspirants, 
furniture polish, insecticides and automotive 

products, are to be stored only: 


on the ground floor of the racking system, and 
in a designated area separated by, 
38) a vertical al hr. fire separatwzon,. ior 


(iH) (eaavertical@chainm lank tencingsnos 
lighter than 9 ga. steel wire made 
into a o0 mm (201m 4) dtamond mesh. 
Nocatedtnot. less thanie. sums ft.) 
from all other storage where the 
adjacent storage is more hazardous 
than Glass siV commodity. or 


(iil) "anmethod accepvap le to the Chic 
Bire OnTicial.. and 


in the designated area protected by an in rack 
sprinkler system. The sprinkler demand shall be 

a Minimumior 20" s (30 pm. cued.) discharge 
per head with 74°0C (165°F) heads or less and shall 
be 2.5 m 6-1.) apart maximum, This design shall 
be further based on the operation of the hydraulic- 
ally most remote; 


ch as 


aie 


Gi) B-spriuklersyad one leved or 


(id), 6 -sprinkkers.on each levelit only 
two levels, or 


(iii) 6 sprinklers on each of the top three 
levels if three or more levels. 


(d) Single row racks shall require only the inrack 
sprinklers, whereas, double row racks shall require 
sprinklers in longitudinal flue as well as on face 
sprinklers which shall be staggered on opposite sides 
OPeracksr 


DA BRAG on 
Forming Part of Paragraph 8. 


Shelf and Rack Storage Facility 


classes m fe 
Claoce 6 20 unlimited | unlimited 
Abs 10 
18 60 


216,000 
144,000 
Class: fie 6 20 
ands LV. Nye LO 



















Clrass™po 


fect 


NOTE: C)The maximum height shall be from the floor 
supporting the shelf and rack system to the 
topmost portion of the racking system. 


(The maximum area is the sum total of all 
levels of the shelf and rack system as well 
as the floor. 


ee: 


=e 


os A plain legible sign or signs, with contrasting 
letters and’ titled “NOTICE”, shall “describe ‘the 
above Class and requirements for each shelf and 
hack SteGrage Laciiicv., lis, Siem Or elenis shal. 
be permanently mounted, at or near the main water 
supply for the sprinkler system and shall be 
maintained at all times. For Class 1 commodities 
this "NOTICE" shall be permanently mounted, at or 
néar the main entrance to this shelf and rack 
Ssuorage tacirirvy . 


10.(1)Exits shall be separated from the rack storage 
facilities with fire separations, having a fire 
resistance rating conforming to Subsection 3.47.5. 
of the Ontario Building Code; ‘and 


(2)the stair shafts shall conform to all requirements 
for exits as stated “tn Section 3.4. of the Ontario 
Building Code; and 


(3)no fewer than 2 exits are required from each deck 
level,with a maximum travel distance to exits not 
to exceed 46 m (150 ft.). 


ae The travel distance to a fire extinguisher shall 
not exceed 23 m (75 ft.). 


12.(1)Where a shelf and rack storage facility contains 
two or more deck levels and where each deck level 
iis Poreater than 239 <4 500 savit.), “4 csmeke 
detection system shall be installed on the under- 
Side of each deck level on which a walkway or aisle 
is located, and 


(2)the number of system smoke detectors installed shall 
be in accordance to U.L.C. S52)—M19c0: 


5 ies ie: The clear aisle width shall not be less than 760 mm 
(30 inches). 

Lie This shelf and rack storage facility is not permitted 
in F-1 occupancy as defined in the Ontario Building 
Code. 


Obert os 


na ae iS 


iusyh The shelf and rack storage facilities shall be 
used only for storage and not for manufacturing, 
production, wrapping or assembly. 


6. The shelf and rack storage facilities shall be 
accessible to employees only and shall be designated, 
signed and posted as a "NO SMOKING" area conforming 
to) SUDSECULON 2.bbne0l sthe (Ontariogl 1re.Code. 


17.(1)In building areas containing shelf and rack storage 
facilities exceeding 4,645 m* (50,000 sq.ft.) and 
except for storage of Class 1 commodites as defined 
in paragraph 8 of this document, manually operated 
smoke vents shall be installed in accordance with 
N.F.PsA. 20, (section 230, (and 


(2)The smoke vent opening shall be not less than 1.2 m 
byet.6)m (2 4.ft.. by Ooft.). and =the openings shal} 
be located not more than s23°m.( /5ett o.erom any 
exterior wall and not more thanes4go m (15081 t.) trom 
each other. 


18.(1)A standpipe and hose system shall be installed in 
accordance with Article 372.54. of the Ontario — 
Building Code where the shelf and rack storage 
facility height is more than 3 levels including 
floor srevel, oreliium (5 tc mero hetero. 


(2)Where a standpipe and hose system is required, 
6.3 mm (24% in.) diameter hose connections shall 
be provided, except that 38.1 mm (1% in.) hose 
connections are permitted in the shelf and rack 
Storage facilities which 


(a) neither exceed 6 levels including the 
floor level and 


(py ed oumnot exceeds 34 7] Oman 0 sOOOmsam item arn. the 
sum total of all levels of the shelf and rack 
Storage facility. 


DATED Tat SLORONeO EhussAC “day in thesmonthaot oe <7. in 
the year “765 for authorization # 92 -76-s¢ on 
behalf of; 


oe 


BUILDING MATERIALS EVAULATION COMMISSION 


> 


ae 
APPENDIX 20 October 1983 


RE: AUTHORIZATION PRL ba ay Beers Cue C2 10-54 


Commodity Classifications. 
The following guide for commodity classification applies 


specifically to rack storage, andijis not melated to any 
other mMetnod Of cClassitLicacion Of Mmarerials. 


Class 1 commodity 16 derined as essentially. noncombustibie 
PEOGUCE (On Wood. pallets, or ian Ordinary corrugated cartons 
With OL WLENOUL Single nvenness ~Gividers, Of In OLldinary 
paper wrappingS,all on wood pallets. Such products may 
havevare negligable amounts of’ plastic trim, such asiknobss or 
handles. 


Examples .OL Class I products are 


Metal Products. Metal desks with plastic tops and trim, 
electrical coils, electrical devices in their metal enclosures, 
pots and pans, electrical motors, dry cell: batteries, metal 
parts, empty cans, stoves, washers, dryers and metal cabinets. 


Glass Products. Glass bottles, empty or filled with 
noncombustible liquids; mirrors. 


Foods. Foods in noncombustible containers; frozen foods; 

meat; fresh fruits and vegetables in nonplastic trays or 
containers; dairy products in nonwax-coated paper containers; 
beer or wine up to 20 percent alcohol, in metal, ceramic or glass 
containers. 


Others. Oil-filled and other types of distribution 
transformers, cement in bags, electrical insulators, 
gypsum board, inert pigments, dry insecticides. 


Class II commodity is defined as Class I products in slatted 
wooden crates, Solid wooden boxes, multiple thickness paper- 
board cartons, or equivalent combustible packaging material 
on wood pallets. 


Examples of Class II products are: thinly coated fine wire such 
as radio, coil wire on reels or in cartons; incandescent or 
fluorescent light bulbs; beer or wine up to 20 percent 

alcohol in wood containers; and Class I products, if in 

small cartons or small packages placed in ordinary corrugated 
cartons. 


Class III commodity is defined as wood, paper, natural fiber 
cloth, or products thereof, on wood pallets. Products may 
contain a limited amount of plastics. Wood dressers with 
plastic drawer glides, handles, and trim are examples of a 
commodity with a limited amount of plastic. 


Examples of Class III products are: 


Page 8... 


ee 


Paper Products. Books, magazines, newspapers; stationery; 
plastic coated paper food containers; paper or cardboard 
games; tissue products; rolled paper on side or steel 
banded on end; and regenerated cellulosics (cellophane). 


Leather Products... Shoes, jackets, gloves, and luggage. 


Wood Products. Doors, windows, door and window frames, 
combustible fiberboard, wood cabinets, furniture and 
other wood products. 


Textiles. Natural fiber upholstered nonplastic furniture; 
wood Or metal furniture with plastic wpaddeq and covered 

arm rests; mattresses without expanded plastic or rubber; 
absorbent cotton in cartons; natural fiber and viscose yarns, 
thread, and products;sandunaturaleriber clothing or texte 
products. 


Others. Tobacco products in paperboard cartons; nonflammable 
liquids such as soaps, detergent and bleaches, and non- 
flammable pharmaceuticals in plastic containers; combustible 
foods or cereal products; and nonnegative producing film 
packs in sealed metal foil wrappers in paperboard packages, 


Class] LV scommoditye 1sederinedpinaClascu,. .isand, Ort En 
products containing an appreciable amount of plastics ina 
paperboard, carton- or, Classl, ss] leand/or Liles products, with 
plastic packing in paperboard cartons on wood pallets. 


Examples of Class IV products are; small appliances, 
typewriters and cameras with plastic parts; plastic 
backed tapes and synthetic fabrics or clothing. An 
example of packing material is a metal product in a 
Loamed plastrcaecoCcOOn ina cOGrRUGated sCamton. 


Class IV commodity also includes; 


Textiles. Synthetic thread and yarn except viscose, 
and non=viscosemsynthetic fabrics or clothing. 


Others. Telephones, vinyl floor tile, wood or metal 
frame upholstered furniture or mattresses with plastic 
covering and/or padding, and plastic padded metal dash- 
boards or metal bumpers. 











Ministry = 
G2 of Building Code Commission 
# Housing Building Materials Evaluation Commission 
Ontario 


This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





9S 





eo AMENDED AMENDED 
AUTHORIZATION #82-16-54 
BY THE 16 October 1985 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Triple-A Manufacturing Company Limited 
44 Milner Avenue 

Scarborough, Ontario 

MLS BPS 


ON THE SUBORCT ROE 


A self contained structural shelf and rack storage facility 
within ra) bualidine, > havingwone, or more: solid: antermedzate 
deck or walkway levels for personnel access. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
condi tions: 


eo. Where in the opinion of, -the: COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated; «the COMMESSION, may. by written,.notice. to,the 
applicant or the agent at the above address, withdraw the 
aushorizatzon andanosfurbhenmeinstalhatuons shalisbe..made 
subsequent to the effective date of the termination as set 
out iether btten:(notuce- 


Je The COMMISSION does not assume or undertake to discharge any 
responsi bila tyeofiethe fappdacamt .tosanyyothersapartiy «or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Matleer.. 


Bis This AUTHORIZATION may be mentioned in promotional and/or 
advertising, matesial,<howevensitens, not to wbegusedgexpressly 
or impliedly as an endorsement of any product,- material, 
technique,on,design which isadescribed ,herein. 


4. This AUTHORIZATION ,,us gnot abransferable<to .anymothersparty. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


OF aiaks 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not! toubela ‘contraventioniiof ther:BumlidingcCodest Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


GRC hla) 
(b) 
Cor) 
C2ale) 
(b) 
(3) 
(4) 


Deck level shall be a continuous horizontal 
construction membrane through the entire shelf rack 
facr itty, pana 


Walkway level shall be the horizontal construction 
membrane between the solid shelving installed on the 
same plane, and 


Level area means the greatest hnorrzormcahcareda fOr ctne 
shelf and rack storage facility. 


Deck or walkway levels shall be constructed of solid 
closed surface steel planking or, 


Steel roof decking with minimum 16 mm (5/78 in.) maximum 
19 mm "(3/4. in) "thick “tongue’ and -qroovetso Iird wood. or 
plywood. 


The structural design of theventrre) shell’ tan@irack 
SLOmdge Laci teye suppor sys cememnclucdinge posts, ‘beams, 
decks, walkways, connections, and their supports such 
as concrete slabs, separate foundations or similar 
Shall"be rn accordance wrth ‘Ontario Bu rlhding "Code iPamt 
4 requirements. 


Detailed drawings for each installation shall be 
stamped by a member of the Association of Professional 
Engineers “of “Ontar 1o=cererey meng "conformvey  wiuely sens 
authorization. These drawings shall also detail an 
appropriate “sign “to *rncereare Che maximum permrssiple 
design loads for leach “ack svorage —svsvem and, such sign 
stall be permanently Pred eto “rene tourlading *inrverilor «and 
displayed En a-prominent unobstructed yvwewrtng ~osition. 
These drawings shall be submitted for a building permit 
in the usual way. 


Se 











An approved wet pipe sprinkler system shall be designed and 
installed for the entire shelf and rack storage facility 
including the top level and shall be in conformance with 
Nw ZR Ast BSL 8 lee and Ne Rebs Ay VaiC=-1980 “orithe appropriate 
N #8) PAs Standards form the,most severe; hazard (:hat.at is 
exposed too. Sprinklers are not required where only Class 1 
commodities as defined in the following paragraph 8.(2) are 
stored: 


8.(1)(a) The entire shelf and rack storage dimension shall be 


limited to Table 8.A. based on the type of commodity 
stored tas, «defaned-an\iparagraph, 8,- (.2))),.4(3)., (4). and 
(5). gyexecerpts. Of Nob. RA. elec 980 are outlined 17 
the attached appendix dated 20 October 1983. 


(b) A firewall as defined in the Ontario Building Code 
Regulattony583/33, may divide the confining building 
into two or more separate buildings, wherein, one of 
the following classes may be assigned to each of the 
separate buildings. 


(2) Class ok commodities are non-combustible products,, as 


Cetined Bern INCE MPOAG 2235nCa19 S04 Oo 


(3) Class II; I EL ~rand ebV.ccommodaitm es. acexcombustibile 


products, js; def inediam NAF LP. Ace 251 C7198 07 Vor 


(4) Chass:-SS:-commodaties ane: specral hazard products: nor 
COVvereo pal Daragrapm oO. (2), (3) Of (Cov? 
(5) WPACEOsO DLO cuUcES Composed Of Greater than 552, n0on-water 


miserb lest lanmable products pincluding fubricants; paints 
oil-based anti-perspirants, furniture polish, insecticides 
and lautomotive products myare towbe stored only: 


Cayton Ene rground =: toortcl “the “racing system, and 
(b) In-a,designed area separated by, 
(a) G-vertical mr. Lave rsepararTony;, or 
( Jai.) @ VeGidicale Clie betel ink Lencaing not lighter 
than 9 ga. steel wire made into a 50 mm (2 
in.) diamond mesh, located not less than 


2.5 Im (SBt.) from all other storage where 
the adjacent storage is more hazardous than 
Class IV commodity, or 


(iii), .a method acceptable to the chief Fire 
Orticval): and 


Bans 


(c) In the designated area protected by an in-rack 
sprinkler system. The sprinkler demand shall be a 
minimum of “9 L/s- 4301 gtp.m. CCW. Sc) idischarge per 
head’ with 74°C (165°P)*heads! or4less Sand shail-l’ be 12.5 m 
(8 ft.) apart maximum. This design shall be further 
based on the operation of the hydraulically most 


TEMOtCE ; 
(i) 8 sprinklers if one level, or 
(i0}) 6 sprinklers on each level if only two 
levels, or 
(Tit) (6 sprinklers On each Of «the Copmthree 
levels if three or more levels. 
(d) Single row tracks ‘shall require ‘only the inrack 


Sprinklers, whereas, double row racks shall require 
sprinklers in longitudinal flue as well as on face 
sprinklers which shall be staggered on opposite sides 
ODEaAcCKs . 


TABLES. Ar 
Forming Partror- Paragraph 48 





Shelf and Rack Storage Facility 


Commodity Maximum Height @ Maximum Area(Q) 







Classes 
Class I 6 20 unlimited|unlimited 
jig 40 20,070 216,000 | 
18 60 1S hes 30 144,000 
Class lee wi. 6 20 96,000 
and 1V 2 40 48,000 
18 60 24000 
Class, SS 6 20 36,000 
je, 40 Le. OO0 
18 60 127000 


NOTE: Q: The maximum height shall be from the floor supporting 
tie shetr rand wrackwsystem tothe topmost portion of 
the racking system. e 
2: The maximum area is the sum total of all levels of the 
Shelf and rack system as well as the floor. 


Sy er 


Se 


a 


V2 


ye ee 


14. 


A plain legible sign or signs, with contrasting letters and 
titled "NOTICE", shall describe the above Class and 


requirements for each shelf and rack storage Pacalitys 


This 


Sign or signs shall be permanently mounted, at or near the 
main water supply for the sprinkler system and shall be 
maintained at all times. For Class 1 commodities this 
"NOTICE" «shall be permanently mounted, at or near the main 
entrance to this shelf and rack storage facility. 


Exits shall be separated from the rack storage facilities 
with fire separations, having a fire resistance rating 
conforming to Subsection 3.4.5 of the Ontario Building 
Codeéis rand 


Lhe exit stair tshatts rphall iconformité talk’ réquirements 
for*exits “as “stated “in "Section "3 ShSo£f SEhE nonterto 
Building Code; and 


no fewer than 2 exits are required from each deck or 
walkway level, except where there are not more than two 
levels above the biurldwnig Hiloom, fandseneeiiewe lmaréa does 
not exceed 139 m2 (1500 sq. ft.), two means of egress 
shall ibe trequnr ed mit howte ene requirements sof ef ire 

se panration sfor "exit. © and 


any opening’ ain “a tdéck: for legress avecnvenienceystairs, 
ramps or chutes, shall-be protected by .smokerbaffles and 
close spaced sprinklers as per paragraph 7 of this 
authorization. 


The maximum (travel distance to jex@ts shalbmnot texceed’ 46 m 
CIS 00 it.) 98an Gite” tf ures Se xthimgursherrshall bot texceca 23 m 
ESR) Sota) ee 


(1) 


(2) 


Were a ‘sielr "and "rack Storage Fact TEyecontains two Or 
more deck or walkway levels and where each level is 
greater than’ 4239 m2\-( 2 500-%sq) FEA) fMa Smoke detection 
system shall be installed on the underside of each deck 
level on which a walkway or aisle is located, and 


the number of system smoke detectors installed shall be 
in accordance to CAN4-S524-M1982. 


The clear aisle width shall not be less than 760 mm (30 
inches). 


This shelf and rack storage facility is not pérmitted in F-1 
occupancy, as defined in, the Ontario Building Code. 


OS, cas 


15. The shelf and rack storage facilities shall “be used only for 
storage and not for manufacturing, production, wrapping or 
assembly. 


16. The shelf and rack storage facilities shall be accessible to 
employees only and shall be designated, signed and posted as 
a "NO SMOKING" area conforming to Subsection 2.4.3 of the 
Ontario Fire code. 


17 OGk) 


Sesegeal) 


In building areas containing shelf and rack storage 
facilities exceeding $47,645 m214(507,000 sqamitajicand except 
for storage of Class I commodities as definediain 
paragraph 8 of this document, manually operated smoke 
vents. shalbbhiwbe timstal led ain saccordance! awitth aN SEP .A.S 204, 
Seetnon 3230 7;Gand 


The smoke vent opening shall be not less than 1.2 m by 
ba8 moC& ftstibys6 fits)? and: the sopenings: shai? ber located 
not moresthan 62 3am iG7 > 4bti2) Feromeanytexterior wail and 
notemone sthanes6 mOoClLa0 Tie ftiromreachtothen: 


A standpipe and hose system shall be installed in 
accordance with Article, 3225. 4o0f the rentarnoreuil ding 
Code where the shelf and rack storage facility height is 
moresthans37teve Usisincl uding asboor Hlevel faerie 4yyms (456 t. ) 
in height. 


Where a standpipe and hose system is reguired, 63.5 mm 
(2-1/2 in.) diameter hose connections shall be provided, 
except othat 63/8. «mm (1-1 /2imim=)i those :connections are 
permitted in the shelf and rack storage facilities which; 


(a) neither exceed 6 levels including the flo 
(b)ra ldeienot sexceedn3:, J1i6am24 (40,000; sq. shtss) asisathe sum 


total ,of jal) levels) of \the, shelf.sand -rack,-storage 
faGiLueys 


ii Pepe 








APPENDIX 


RE? AUTHORIZATION Triple-A B.M.E.C. #82-16-54 
Amended 16 October 1985 


Commodity Classifications: 


The following guide for commodity classification applies 
specifically to rack storage and is not related to any other 
method: of w;lassiiicaihironm ofimatreri als 


Class I commodity is defined as essentially non-combustible 
product on wood pallets, or in ordinary corrugated cartons with 
Or“wa thout paungiie -thikekmeseerd insrders’<o2 fn ordinary paper 
wrappings, all on wood pallets. Such products may have a 
negligible amount of plastic trim, such as knobs or handles. 


Examples. of Class. d «products «ane: 


Me tad, Product sens Motalsdesks: wisth» phasti c: topsywandetnaimy 
electrs-cals icoid syacc:lectricaly deva ces..i-ns thei memetal enclosures, 
pots and pans,» electrical motors, dry cell batteries, metal pots 
ands pPanis+» © Leciricalsmotons,4 di .celds batten sys meteleipart si, 
enp ty. cans,. stoves,. washers, .-dryersesandumetade caAbsanets. 


Glass Products .«sGlass: bott Les, sempitiy,.or ta hed wath 
non combustabkes 3-911 dss Mirrors. 


Foods. Foods in non-combustible containers; frozen. foods: meat, 
fresh) fruatsyend. vegetables, an,non-plastic trays or containers, 
dairy products in nonwax-coated paper containers, beer or wine up 
to 20, percent sad.cohol,Jan; metads ceramic, Or-.glass ,conbaanere:. 


Others4)®,Odelborideled. and ,bhermisypes, Of mist bu tions desense tf onmens , 
cement! an, bags;s electmcad,ansulators,4 ovosume board .sanert 
pigments, dry insecticides. 


Classpilimcommotatyeas defined as Class i produces ain slatted 
wooden crates, solid wooden boxes, multiple thickness paperboard 
cartonS,;yvor equivalent combustible: packaging: materdiadis onswood 
pallets. 


Examples of: Class Jd, products, ares. = than) ya coated dine muiGe. such 
aS WadLogcoi!swire .on eels. or anicantonss dncandescent.,or 
fluorescent light bulbs; beer or wine up to 20 percent alcohol in 
woods containers; ands classes leproducts, with in-smaid @€artons or 
smalid. packages placed, in-ordinary,; corrugated) cartons: 


Class, IIR ‘commodity vs. defined as wood,,‘paper,: natunal, faber 


eloth,.. omy products-theréot,. on) wood, pal leteae Products. may 
contain a limited amount of plastics. Wood dressers with plastic 


drawer guides, handles, and trim are examples of a commodity with 
limited amount of plastic. 


Oia 


Examples of Class III products are: 


Paper Products. Books, magazines, newspapers, stationery, 
plastic coated paper food containers, paper or cardboard games, 
tissue products, rolled paper ‘on side on steel banded on end; and 
regenerated cellulosics (cellophane). 


Leather Products;. . Shoes; jackets): ighoves, sand aluggage. 


Wood Products. Doors, windows, door and window frames, 
combustible fiberboard, wood cabinets, furniture and other wood 
produc tsa 


Textiles. Natural fiber upholstered non-plastic furniature, wood 
or metal sfurniture! with plastic padded and covered arm rests, 
mattresses without expanded plastic or rubber, absorbent cotton 
in cartons, natural fiber and viscose yarn thread, and products, 
and) natural. fiben clothing or textile <products. 


Others. Tobacco products in paperboard cartons, non-flammable 
liqguudsitsuchtas.*soaps,s detergent’ and bleaches;-*and. non-flammabite 
pharmaceuticals in plastic containers; combustible foods or 
cereal products, and non-negative producing film packs in sealed 
metal foil wrappers in paperboard packages. 


Class lVecommodvty "asrdefined me lass *-L,- 4 le tand/omerrr produces 
cContainingwan “appreciable amount of plastics? an a paperboard 
GAaLtOnwen Clacc iv ule and7 Onell sOrOdNCroew) tha plasticmpackagqiung 
in paperboard cartons on wood pallets. 


Bxamples Of Class: 1V"-products- are’ smald appliances, “typewriters 
and cameras-with plastic parts,> plastic: backed’ tapes -and 
SynchelLicsiaburcs or clothing. VAn exanplbesom wacking material is 
a metal? producttan to foamed plastic cocoon Air a*corrugated 
Gaivon. 


Glass Vv «commodity valsouinciludes: 


Textiles Synthetic thread and varnsexceptl viscose,* and 
non-VESsecose* synthetic teabiewe sr Or Cv oun 1G 


Others. Telephones, vinyl floor stile “wood on metal frame 
Upnots Cereus Dur Prue Oremautresses- wa tiepiast lc covering —aniroL 
padding, and plastic padded metal dashboards or metal bumpers. 


7 
DATED at Toronto this /G dd in the month of Cate bees s 5 
ene-year 9) ¢¢S" tor authorization ¢ 7-77-57 on 
Heta Lt ors 


BUILDING MATERIALS EVALUATION COMMISSION 
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ERE. PROTECT TOW B.ClC; po2z=l16=-107 
OF-EXITS 26 January 1983 


General Descriplion or BEoyece 


This existing building is three storeys high, has a building 
area of approximately 4,500 sq.ft., and is a combination of 
combustible and noncombustible construction. The three 
Storeys above grade level are not sprinklered, whereas the 
basement is fully sprinklered. 


Reason for Application 


One of the two required exit stair enclosures is constructed 
with a combination of wired glass in steel frames and drywall 
On steeciMstudsy, According sto wher bur ldingsOLtz cial) this 
enclosure *does notrcomply wireh Sentences9e 10 24212). 


Applicant's Reason 


The wired glass enclosure meets the dimensional requirements 
Of ALETCLE@ OM IOs 147 3h sande testis perm ered: inv Artic! eeoron.4e3. 
Subsection 9.10.14. addresses itself to doors, dampers and 
closures used in fire separations and Subsection 9.9.4, 
addresses the degree of fire separation required for exits. 
in? particular, Article 9.9.4.3. places no restriction on the 
occupancy configurations or design of the floor area adjacent 
Co the exice™ stair containing ther wiredeqlass. 


BULTCENGMOTET Cc Lall Se Poste ron 


Sentence 9.10.14.1.(2) permits wired glass between an exit 
Stalr-and a public reorridor Or Vestibule “under certain 
conditions. However, the applicant proposes a wired glass 
enclosure between the exit stair and the general office area. 


Commission Ruling 


In favour of the applicant. “This application complies 
with the: OntariorBullding Code, 


Reasons 
The existing uSage iS in agreement with Article 9.9.4.3. of 


the Ontario* Bui ding Codewandiis not turther Limited tor 
restricted therein: 





KITCHEN EXHAUST Bal sh. Wee aa oo 
HEAT RECLAIM SYSTEMS 14 April, 1983 





IN THE MATTER OF Section 18(4)(b) of ‘the Building Code Act, 
Reo Oliensi-9 OU), 


AND IN THE MATTER OF an application by Temprite. Industries Ltd. 
>. Centennial Road, Orangeville, OnGaAtLoO, LOW. DRI» on. &he 
SUDNECG i0of Temprite HRK Series Kitchen Heat Reclaim 
Systems via heat plate/pipe exchanger with separate air 
streams. 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter, subject to the following terms and 
COndItiLOnS: 


1. Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may, by written notice to the 

apo Picanc Aiyeyien: his agent at the above address, withdraw 

this authorization and no further installations shall be made 
Subsequent to the effective date of termination as set out 

in the written notice. 


2. This authorization is not to be used as an endorsement of 
any product or system for promotional or advertising purposes. 


3.) . This, authorization does. not. in.any. manner. warrant or 
guarantee the successful performence of the subject matter. 


as LS euLhorizata@onwdc fOr the applicant. only at ene above 
address and is not transferable, and shall be for the system 

as installed and maintained in accordance with the manufacturer's 
instruct1ons,. as.submitted, with this.application, Any revision 

Or change Ina thes Applicant or wtnes materials sucene Ors manu— 
Faccure, of the, product or. process, shall autematically be cause 
for Termination, Unless prior approvell 1s Granted for the 
revision oO©f change. 


>. This authorization is only valid when in conformance with 
all other applicable governing legislation. Change in any 
Code. provisions snadis bes grounds: £0tere—eVv ail uats onen pad 
applicable aspects.of thesOntario Bualding Codesshail be 
complied with except as.authorized herein, 


oO. we lhes tempered supply return @ir duce “system shall be for 
the kitchen area only with a fire damper at the recovery unit, 
and the duct beyond shall be installed in accordance with 

the, OntarionBuilding Code. 6..2...4 


7. Installation and maintenance shall comply with the 
Application and proposals dated 11 February or 22 and 
25 April 1983, as submitted by the Applicant and including 
drawings 211664, x11663, x6700/W, X11549/P, X1162) and 
Installation and Instruction Manual for Heat Recovery 


SYStems. 
Pages 25.2 


Spy 


8. This authorization does not include any gas or Prcuic. bab ed 
make up air units. A separate approval must be made to the 
Fuels Safety Branch for the use of such units. ~ 


9, Except as noted above the entire system Sia biecOnLotcm oO 
NFPA 96-1980. 


FIRE SAFETY WITHIN B<cCs€. #82=17-L08 
FLOOR AREAS 17 March 1983 


General Desciiprion orerrouece 


Anew Madd iC ron toe 2200 squittynwoichytacean2wstreets:.is 
proposed for an existing building where automobile batteries 
are Manulaccurediselherexrsting + pOlcionsototnesbuLlding, 1s 
fully sprinklered but the new addition is not sprinklered. 


Reasonior SApplication 


The Building Official classified the entire plant of 
12724 Con aoe Oe tA ALT Cle, 3 27 242. which requires 
complete sprinklering for a one storey building facing 
two streets. 


Applacantdes Position 


The use of the new addition has existed since the original 
building was constructed 21 years ago. Experience has 

Shown that the fumes of this "Forming Room" did not allow 
metal piping for sprinklers to be installed originally. 

Since there is a high acid content in the atmosphere of this 
room, any exposed metal tends to corrode very quickly. There 
iS a mandatory requirement for the one or two workmen to wear 
masks, rubber boots and aprons. 


Leaking sprinkler piping or falling pipe would be extremely 
hazardgoussrotthealifessatety ofathe| workers. In hurthererthere 
is no fireload other than a few wood slats but all these are 
constantly wetted by the spills of water and acid. 


BuLlding2Offpoiains: Position 


No records can be found why the "Forming Room" was not 
Originally sprinklered while the remaining portion was fully 
Sprinklered and a standpipe and hose system was installed. 
Article 3.2.5.4. requires sprinklers and a standpipe and 
hose system throughout the building, and this does not omit 
the new addition. 


Commission Ruling 


In favour of the Applicant. It is the decision of the 
Building Code Commission that this application indicates 
a sufficiency of compliance with the Ontario Building Code 
provided that; 


Page 2 


a 


(1) the area of the existing battery room, which will 
be added to the existing sprinklered plant by 
removing the partitions between column ines 
and 17, will be sprinklered, and 


(2) that sufficient fire extinguishers, in conformity 
with the NFPA Standards, will be installed adjacent 
to the new addition. 


Reasons 


The acid fumes created by the manfuacture of the batteries 
corrode any metals, such as steel structures and sprinkler 
systems, and the danger exists that by suddenly releasing 
water from one or more sprinkler heads, through corrosion 
of the sprinkler head by the acid, life safety of the 
workmen will be endangered. 





CHIMNEY LINER B.M.E.C. #82-18-56 
14 April, 1983 





IN THE MATTER OF Section 18(4)(b) of the Building Code 
Act OR. bam L980 


AND IN THE MATTER OF an application by Doughty Concrete Products 
Limited, P.O. Box 501, Smith Township, Peterborough, Ontario 
KIJ 626 on the subject of the use of DCP High Temperature 
Flue liners to line/reline concrete or masonry chimneys 
With this concrete flue liner. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter, Subject to the following terms and 
conditions: 


1. Where in the opinion of the Commission negative 
experience indicates that this authorization Should be 
amended and/or terminated, the COMMISSION Mays, oY. 
Written notice to the applicant and/or his agent at 

the above address, withdraw this authorization and no 
further installations shall be made Subsequent to the 
efrective-date-of termination as set out in the written 
notice, 


2.)0 This; authorization ds*not- to ibe used as*an endorse- 
ment of any product or system for promotional or advertising 
purposes, 


32 This authorization does not in any manner warrant or 
Guarantee the successful performance of the Subject matter. 


4. This authorization is for the applicant only at the 
above address and is not transferable, and shall be for 

the system as installed and maintained in accordance with 
the manufacturer's instructions as submitted with this 
application: | | Anyarevision ox change aintthe Applicant or 

the materials used or manufacture of the product or process 
Shall automatically be cause for termanation, unless 

prior approval is granted for the revision or change. 


5. This authorization is only valid when in conformance 
With all other applicable governing legislation, Change 
in any Code provisions shall be grounds for re-evaluation. 
All applicable aspects of the Ontario Building Code shall 
be complied with except as authorized herein. 


AND SPECIFIC REQUIREMENTS 


6oule THIsSt authori zara on -ist limited tonentaric Building Code 
Part 9 buildings where the flue is for the use of solid 
fuel and where the chimney is in a good state of repair, 


Bade 2k), 


oe 


7. This DCP High Temp liner shall be installed with high 
temperature cement mortar conforming to CGSB Standard 10-GP-3M, 4 
"MOULUdr, RGCPraAGeoLy Age Setuinio 


8. This chimney liner shall have an approximate wall thickness 
of 25 mm (1 inch) and shall not negate the Code requirements 
formeakhive “sTZeSsaqorechimneyiconstauctinonmas ane @G.BizG@e Section 9.21. 


9. The DCP High Temp Flue lined chimney shall be capped by the 
use of the flue liner extending not more than 100 mm (4 in.) 

above a. precast water proof concrete cap which has a sloping 

top and overhangs the chimney by at least 50 mm (2 in.), with 
Grip sedges Caste Ineo ChemCconChe@re  -CapylO Ueheco me icaiies Selle: (ly DT) .) 
from the face of the chimney, or a stainless steel cap with formed 
drip edges. 


TOS “Ei iLSealenOceZa-TOnelso Lule nerrtt init Octo ehemoContinuance 
Of (CoMo rn. Cc, seb lil biGmMacomra LS uhVd lua tl ONmReODOr t. 





CONSTRUCTION RELATIVE B.C.C. #82-18-109 
TO OCCUPANCY 15 February 1983 
ee 


General DESCrPpUCION “OL PEOgecu 


A proposed new three Storey. addition for laboratory and 
associated offices was to be built adjacent to a taller 
existing high voltage test hall where hydro electric 
transformers were being tested by personnel viewing through 
1%" bullet proof glass portals. 


Reason for Application 


Sentences 375-5. 2.8.4] jmand Jil ety eiGui nt egoueked by 
Ene Building Official, requined.a.3 hi, age separation and 
he ordered that this be applied to the new construction 
separating the existing building. 


Applicant +s Position 


Use of this building conforms to GEOUD ads Daw 1 Sa One ouelow 
hazard industrial occupancy with combustible content less 
than 100,000 btu/sq.ft. of floor area. Also, this building 
COMO MS ILOPAT ULC eG. 3.2) 5 094 7 es storeys; unsprinklered; 
approximately 16,000) sq.ft. facing two streets. As such, 

it does not require fire resistance rating in noncombustible 
CONStruction, 


Building OFFI Cial "Ss Position 


An area of the building will be used for testing as many 
as 10 transformers which contain combustible Stiles Mihis 
area must be separated from the remainder of the building 
by a 3 hr. fire separation. Housing a larger number of 
transformers and conducting tests on them is a hazardous 
Operation as referenced by Sentence IeJ ose iP eand should 
be fire separated in accordance with that sentence and 
sentence ess: Fl £62): 


Commission Ruling 


In favour of the Applicant. It is the decision Or Cie bud tgund 
Code Commission that this application indicates a sufficiency 
of compliance with the Ontario Building Code, provided that a 
central fire detection and alarm System will be installed at 
the time of occupancy and connected to a central station, and 
the masonry wall separating the new and the existing buildings 
be extended to the underside of the new Bulan aeoor, 
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The Commission also recommends that an approved fire sprinkler 
sytem for the buildings be installed as soon as possible. 


Reasons 


The building in question is a special, Jaboratory, for testing 
of different electrical equipment and materials Kez.Or, 
transformers, insulators, lightning arrestors)* underythe 
control and supervision of experienced technical personnel. 








KYNAR JACKETED Bum ah Ce gece i sos 
POWER LIMITED CABLES 14 April 1983 


IN THE MATTER OF Section 18(4)(5b) of the Builditiq Code Act, 
Re SeOQseel9ep 


AND IN THE MATTER OF an application by Northern Telecom Canada 
Limited, 150 Montreal - Toronto Blvd., Lachine, Quebec H8S 1B6 
on the subject of the use of Kynar fluoropolymer jacketed 
power limited circuit cables in vertical and/or ceiling spaces 
used as plenums without conduit. 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter, subject to the following terms and 
conditions: 


1. Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may, by written notice to the 
applicant and/or his agent at the above address, withdraw 

this authorization and no further installations shall be 

made subsequent to the effective date of the termination as 
set out in the written notice. 


2. This authorization is not to be used as an endorsement 
Of any product or system for promotional or advertrecing 
purposes. 


3. This authorization does not in any manner warrant or 
guarantee the successful performance of the subject matter. 


i Ths authornicacron 1S for the applicant, only at the above 
address and is not transferable, and shall be for the system 

as installed and maintained in accordance with the manufacturer's 
INSELUCT IONS. as ‘SUbMILReed WIth wthis application. “Any Levis lon 

Or change in the Applicant or the materials, use, manufacture 

of the product or process shall automatically be cause for 
termination, unless prior approval is granted for the revision 

Or change. 


Se alhins? authorizeacrvon 1s only Valid when in conformance wren 

all other applicable governing legislation. Change in any 

Code provisions) shell be groundse for re-evaliiattongy Ad isapplicab 
aspects of ther Ontario, Burldding: Codevshalil bevcompliedowith 
except as authorized herein. 


6. All cables tested to standard UL 910, with a peak 

obscurity density offnotemore than 1:0) and aymaximum flame 
spread less than 10.0 feet, are considered equivalent to elect- 
rical conductors installed within metallic totally enclosed 
raceways. 


7. Documentation Supporting the above criteria froma 
recognized agency Shall be made available upon request by 
the ‘Chier Bullding Ofricial® 








FIRE ALARM BiC.G.. Fe2=rsab lo 
SYSTEM 15 February 1983 


General Description of Project 


An existing manufacturing plant, comprising of five separate 
buildings located on the same property, range in size and 
shape and are two storeys to four storeys in height. 


Reason for Application 


Non-compliance With Articles 3.224.606. and 6./.2,1. on fire 
alarm systems was stated on an Order to Comply issued by 
the Biloing 0. e tera. 


Applicant's Posirion 


Embarking on a voluntary decision to upgrade safety for the 
entire plant and the surrounding neighbourhood, the plant owner 
installed pull stations in the remote buildings, with one 
annunciator panel located at the front entrance of the main 
office DUilding. “To further enhance the system's reivaerl iby, 
an additional pull station was installed in one building 

Within the stairwell exit cto the street, 


Building OFrfricial Ss Positron 


Having the remote buildings alarm system annunciate on the main 
building annunciator panel, and the installation of a pull 


station within the stairwell constitutes technical non-compliance 


with the Code. The C.S.A. B222.0 Standard addresses these 
matters and outlines the requirements. 


Commission Ruling 


in favour of the Applicant.” It is’ the"decision of the Burlding 
Code Commission that this application indicates a sufficiency 
of compliance with the Ontario Building Code, provided that 

the pull Statvons located inside stairwells will be connected 
separately to the annunciation panel and marked as such, and 

a site diagram framed under glass be exhibited, attached to 
the annuinciation panel. 


Reasons 


The Commission considers the installed fire safety features to 
conform, and by the installed additional features made safer. 
In addition, all buildings of the plant area are fully 
sprinklered and the plant maintains an in-house yoluntery “fire 
brigade. The brigade is regularly trained by the municipal 
fire department members. 
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ELECTROMAGNETIC LOCKING B.M.E.C. #82-20-58 
SYSTEMS FOR EXIT DOORS 14 April, 1983 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
est Ore Ai colo4) 


AND IN THE MATTER OF an application by Balgar Security Products 
Limited, 534-42 Avenue ovis, Calgary, Alberta, T2G 1Y¥6, on 
the subject of Electromagnet Door Locking Devices "MAG-GARD 
1500" on Exit and Access to Exit Doors. 

THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter, subject to the following terms and 
conditions: 


i; Where in the Opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may, by written notice to the 
applicant and/or his agent at the above address, withdraw 

this authorization and no further installations Shall be made 
Subsequent to the effective date of the termination as set 

OUE “inthe written notice" 


i Mth iswaltnorigatyonei1S for. the applicant only at the above 
address and is not transferable, and shall be for the system 


as installed and maintained in accordance with the manufacturer's 


INStrUCEIONS, “Anyerevision or changelinm Ghée Applicant or the 
materials, use, or manufacture of the product oreprocess shall 
automatically be cause for termination, unless DULCE approval 
USedrantederorerhes revision or change. 


350 Thissauthorization-doesmot in any manner warrant or guarantee 


the successful performance of the SUbJeCE “matter candies not) to 


be used as an endorsement of any product or system fLoerepromotionc 


Or advertising purposes. 


4, This authorization is only valid when in conformance with 
all other applicable governing legislation. Change in any 
Code provisions shall be grounds for re-evaluation, All appli- 
cable requirements of the Ontario Building Code shall be 
complied with, except as authorized herein. 


2. ‘This euehorizgation is not applicable tc 4 Group F Division, 1 


occupancy. 


6. This authorization shall be used only within those buildings 


for which all Electromagnet Locking Devices and components can 
be operated by the building fire alarm system, and shall have 
a continually monitored central control unit which is manned 
by "Supervisory staff" (see para. 8(c)) at all times the 
building is occupied. Provision shall be made such that all 
these devices can be de-energized simultaneously at this 
Sentral cont rod sunke ) 


7. The complete system of Electromagnet Locking Devices shall 
be installed and approved in conformance to CAN4-S524-M82, and 
maintained in conformance to Ontario Regulation (30F ELS Rie 
Code, Section 6.3 age 2 ee 


nap ee 


8. All Electromagnet Locking Devices shall be de-energized 
immediately allowing the doors to be opened on, € 


Ga) sthe acelaclLon sof eunc Miler mestagenOLrmune fire 
alarm system, Or 


(b)renthe act ua lone ok ean automatic fire detection or 
extinguishing system if one LS spECSeN G7 OL 


(c) the manual interruption of the electomagnet 
circuit by "supervisory staff" as defined in 
Ontario Regulation 730/81, Fire Code, or 


édje etheploss: of selecumical: power COME GO) ain uae lc 
locking device or any fault in the EmsialslatLon:. 


9. A fire alarm system manual pull statLonesna liebe Located 
on the wall at the latch side of the door and within 600 mm 

(2 £..) of each door or group sobedoonrs Ablow GeEacemeOECSS 

and which is equipped with these devices. 


10. she legiblessign, withy25amme Gl Ena) eshigheby 20amm (3/4 in.) 
wide and’S mm-(% in.) stroke lettering, Sshallabe permanently 
mounted and maintained at all times on each door equipped with 
Ehese devices. cusuch signs shall be.mountedsat 14am (4fe. 6 ele) 
from finished floor to the bottom of such sign and Sia ilestate 





EMERGENCY EXIT 


UNLOCKED BY FIRE ALARM 


ORSEYeeSOE CURL Yeso toni! 





ll. Illumination to an average level of at least TO) ae A) ete. 
candles) shall be provided by emergency electrical power supply 
for the central control unit in para. 6 and each pull Stacilon 

in para. I9,andseach Signvin para. 10. 


Ministry i 
G3 of Building Code Commission 
Housing Bullding Materials Evaluation Commission U : Nn 
Ontario 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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‘ AMENDED AMENDED 
& AUTHORIZATION #82-20-58 
BY THE 2 May 1985 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Rixson - Firemark (Can.) Ltd. 
43 Racine Road 

Rexdale, Ontario 

MOW 224 


ON THE SUBJECT “OF: 


MAG-GARD FM 1500 Electro Magnetic Locking Devices for exit 
and access to exit doors. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
COnagzrtLoONs: 


@ ake Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


23 The COMMISSION does not assume or undertake to discharge any 
resconsibility of “the vapplicant to any other party “or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Maticei. 


Sts This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATIONGUS notyeransferable to anyuother party. 
Tf the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless provor sapproval ws .granted for such revision ,or change 
by the COMMISSION. 


PAF Pe ig” 
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on Constructionzand snscallacion sia lobe 1 -conrormance. to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
appurcablesanys change =the she, Regu ration Or. Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Ove LAS altnorlzacion fis noOtrapp Licablentora,Group + Di-vasron, Ll 
occupancy. 


J #nES, autnorizataon shally be used only wlthinscnose bupldings 
for which all Electro Magnetic Locking devices and components 
can be operated by the building fire alarm system, and shall 
have a continually monitored central ‘control unit which is 
manned by a Ssupernvi sony stafte* (see paras. 9(c))) atvally times 
the building is occupied. Provision shall be made such that 
all these devices can be de-energized simultaneously at this 
centyalmcontromnnru. 


8. The complete system of Electro Magnetic Locking Devices shall 
be installed and approved in conformance to CAN 4-S524-M82 
and maintained in conformance to Ontario Regulation 730/81, 
BPrecOde w-SeCUlon =o. 5. 





9. All Electro Magnetic Locking Devices shall be de-energized 
immediately allowing the doors to be opened on, 


Va), sc hewactuatrony or sthesInitrval. srage or chef rre alarm 
System, or 


(b>) the actuation of an automatic fire detection or 
extinguishing system if one is present, and 


(c) the manual interpretation of the Electro Magnetic 
Chrceure by! “stpervisory (stafi™ as defined, in Ontario 
Regulation 730/81, Fire Code, and 


VO che sloOsssotmelectincal POwehscOntrol linge he: locks ng 
dévice’ Or any fault erin the anscallationt 


tO. A fire valarm system *manual pull statton (shall bevlocated on 
the wall at ‘the latch side‘of the door and=within 600 mm (2 
fe.) of ‘each door vor¥group "of deors -abllowingtiree egress and 
which is equipped with these devices. 





Syne 


it. “A Legi bie sign sewilel. comm Wl an) Hon By 20) him i374 an.) 
wide and 5 mm (1/4 inw@stroke lettering, shall be 
permanently mounted and maintained at all times on each door 
equipped with these devices. Such signs shall be mounted at 


1.4 mm (4 ft. 6 in.) from finished floor to the bottom of 
such Sign and shall state: 


EMERGENCY EXIT 


UNLOCKED BY FIRE ALARM 


OR =BY "SECURLLY. SYS vam 





IZ. Tdgumingeion to anwverage deveds ofatelicast. 100i 1x “(10 fe. 
candles) shall be provided by emergency electrical power 
supply for the ‘central control wnit in para. 7 andreach. pull 
Sia tonviniparey WoMandresch) signs in spartans: lk 


DATED? ATs Toroncor ahis guielase in the month of M ay in 
the year 1942S for authorization # Rigas Ot Su hn On 
behaddé) ‘ote 


BUILDING MATERIALS EVALUATION COMMISSION 











Ministry a 
¥) of Building Code Commission 

Housin ‘Idi j j issi 
Quisae g Building Materials Evaluation Commission U : NGS 
AL ET EC SE LI ESS I ST I SE TET PI ITN RP LAE 4 RTE EE MG VIE BTN OE SOD SI AOE EEG PES tee ane 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AMENDED AMENDED 
AUTHORIZATION #82-20-58 
BY “THE 7 November 
BUILDING MATERIALS EVALUATION COMMISSION 1986 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 5] 


AND IN THE MATTER OF the Applicant: 


Rixson Firemark 
43 Racine Road 
Rexdale, Ontario 
MOW 224 


ON THE SUBIEGCT OF: 


MAG-GARD FM 1500, Electromagnetic locking devices for 
installation on an exit or access to exit doors) 
or emergency access to floor areas. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
conditions: 


ue Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


ae The COMMISSION does not assume or undertake to discharge any 
Besponsibilaty of the applicant tov any other party. or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
matter. 


Si This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination unless 
prior approval is granted for such revision or change 
by the COMMISSION. 


ya affne 


Construction and installation shall be in conformance to 

all applicable governing legislation except that compliance eS 
with the terms and conditions described herein shall be 

deemed not to be a contravention of the Building Code. 

Where applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 

COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Sa 


This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 

CAN 4-S524-M82 and maintained in conformance to Ontario 
Regulation 730/81, Fire Code, Section 6.3. except as noted 
im the Builarng code or stated herein. 


Card identifiers and/or microprocessors with or without 
time delay to a maximum of 15 seconds may be used in 
addition to this ancillary device of electromagnetic 
locking device provided that: 


(a) the required sign and lettering have the added words... 
OR KEEP PUSHING DOOR UNLOCKS IN 15 SECONDS 


This electromagnetic locking device may be installedson 

emergency access to floor areas from exit stairs, provided 

that conformance to the Code and this Authorization are SEs 
met from the exit stair side of the access to the floor 

areas. aswell as: trom. the, floor area, side: of. the exit to 

theses tar: 


od 
DAPTED®S4E TOrGHto this > aay ant ene> month 7 OPN 


the year I198C for authorization #g72- 20 -sg on ‘GC 
Peas.or: . 





BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
YF) of Building Code Commission 


Housing Building Materials Evaluation Commission 
Ontario 








a : 
G a 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AMENDED AMENDED 
AUTHORIZATION #82-21-59 
BY ERE 7 November 
BUILDING MATERIALS EVALUATION COMMISSION 1986 


IN THE SMATIER OF “Section 18 (4))(b) of the BuLldingiGodemact, 
Revised otatuues Of Ontario, 198), Chapter 51 


AND IN THE MATTER OF the Applicant: 


Securitron Magnalock Corp. 

1815; Wa. 205th Street, Sunte .)05 
Torrance,, Calztorniva 

UloreA-eer oO Onl: 


ON THEMSUBUECT, OF: 


Model series 462, “Eleetromagnetic-lLocking devices jfor 
installation on an exit or access to exit door(s) 
or emergency access to floor areas. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementroned matter subjyect to the tollowing terms and 
conditions: 


Nee Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


Les The COMMISSION does not assume or undertake to discharge any 
respensipilatysot thevappl weanwrtosany other party or 
parties sand idoes’ not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Mattie. 


35 This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


Ay. This AUTHORIZATION is not transferable to any other party. 
Lf the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination unless 
prirormvdapproval as granted for such* revision or change 

9 by the COMMISSION. 


Construction and installation shall be in conformance to C 
all applicable governing legislation except that compliance 

with the terms and conditions described herein shall be 

deemed not to be a contravention of the Building Code. 

Where applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 

COMMISSION. 





AND SPECIFIC REQUIREMENTS: 


On 


This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 

CAN 4-S524-M82 and maintained in conformance to Ontario 
Regulation 730/81, Fire Code, Section 6-0 except vas noted 
in the Building Code or stated herein. 


Card identifiers and/or microprocessors with or without 
time delay to a maximum of 15 seconds may be used in 
addition to this ancillary device of electromagnetic 
locking device provided that: 


(a) the required sign and lettering have the added words... 
OR KEBP “PUSHING /DOOR “UNLOCKS @IN U5i"SECONDS 


This electromagnetic locking device may be installed on 
emergency access to floor areas from exit stairs, provided 

that: conformance to, the’ Code and@this Authorization “are \ 
met "from the “exit -stair «side of the access to’ the floor | 
area, as weblstas irom the floomtarea sirde wfsthe "exit to 

the stair. 


DATED aL Torontoetnas 3] day a iheathesmentn Me) tes Fes 


the year (ERG {Or AULNOL Zoc.one. Si feel pay 


BPeneaLe soe: 





BUILDING M Se lAiS BVARUAT LON COMMiSSION 


ELECTROMAGNETIC LOCKING re i re ee La 
SYSTEM FOR EXIT DOORS l4cAp ri lyeel 983 


IN THE MATIER, Oe Sectron oc) (0)eoL che SUullLGing code Act, 
ReowOs - 00. 


AND IN THE MATTER OF an application by Rixson Firemark Canada 
Limited, 43 Racine Road, Rexdale, Ontario, M9W 224, on the 
subject On Hlectromagnetic oor Locking systems FM62 on 
EXit and Access#to Exit Doors, 

THE “COMMES'S TON “HEREBY “AUTHORIZES (to the “Applicant the use of the 
aforementioned matter, subject to the following terms and 
conditions: 


1. Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may, by written notice to the 
applicant and/or his agent at the above address, withdraw 

Enis. aushorizaeron and nOoaLuittnermsinsta ulations siade be 

made subsequent to the effective date of the termination 
aS-SeCu.OUL In thie Written noclce- 


Za elhus Tauthouizationgiseton Eherapplicant only at the above 
address and is not transferable, and shall be for the system 

aS installed and maintained in accordance with the manu- 
LACEUTeGVSMINSUDUCEIONS.. Any “Levictonsorechangesin the 
Applicant or the materials, use, or manufacture of the product 
or sprocesssshalteautomabical ly sabe *causentor termination, unless 
PLLOL tapproval isugrantedwior thesrevisionmor ‘change. 


3; This authorization does notin any manner warrant or 
guarantee the successful performance of the subject matter, 
and is not to be used as an endorsement of any product or 
system for promotional or advertising purposes. 


4, Tis -avuehOm Zatti OnwiusmOnllvew alraduwhen in contormance 
With all .ouhen applicable governing Legislation. «Change 
in any Code provisions shall be grounds for re-evaluation. 
All applyecable=requirements-of the Ontario Building Code 
Shall be complied with, except as authorized herein. 


oF LHS SauUiL Nori ZaelOneio MOL tap piacab le. FO sam Crolp = h 
DiVEsToOn EF occupancy, 


6. This authorization shall be used only within those 
buildings for which all Electromagnetic Locking devices 
and components can be operated by the building fire 
alarm system, and shall have a continually monitored 
central control unit which is manned by "Supervisory 
Staffi” (see para. 8(c)) at all times the building is 
occupied. Provision shall be made such that all these 
devices can be de-energized simultaneously at this 
central conerol una. 
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7. The complete system of Electromagnetic Locking Devices 
Shall be installed and approved in conformance to 

CAN 4-S524-M82 and maintained in conformance to Ontario 
Regulation 730/81, Fire Code, Section 6.3. rom 


8. All Electromagnetic Locking Devices shall be de-energized 
immediately allowing the doors to be opened on, 


(a). thesactuatvon-o£f Cnesinrt talascagcwoie thie Lure 
alarm system, or 


(p)i> the sdcbuation “of \Aanvavitomatic niivre edetection ‘or 
extinguishing system if one 1s present, or 


(c) the manual interruption of the electromagnetic 
cirnchit by i" stipervasony staliht asedetinedsin 
Ontario Regulation! 30/8), shure sCodaynon 


(dj). cthe loss yor electricals power (CcOnEEOuIng the 
Pocking dévice on any fault neuen ino ea slacion. 


oS A fire alarm syctemamanial pula scat tons cid bewlocared 
on the wall at the latch side of the door and within 600 mm 

(OVE) Of Teachsdoor OpsgEOupLOf AdGOrsmablowig fuee eqress 

and which is equipped with these devices. 


TO SPAsiegiblessrany iwi 25 nimi Chine) thighebyeZGamm (0374 in.) 
wide and 5 mm (4%in.) stroke lettering, shall be permanently 
mounted and maintained at all times on each door equipped 

with these devices. Such signs shall be mounted at 1.4 m 

(Att eootn ser Omek i ieoned lOO LO .CneubDOcToMmor such Srgn 

and shall state; C 


EMERGENCY EXIT 


UNLOCKED BY FIRE ALARM 
OR BY “SECURITY 2S YSTEM 





Lisorltoumination to ansaverage revel fofeatelicastgr00 lx (10 £t. 
candles) shall be provided by emergency electrical power supply 
LOLeeneecemeia WICOnt COnmUnV Cal Tmpcdiicde OmrtanomeacChm tlt Stata On 
Pievara. «7 andmeachesTonmei me pata. slur 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AMENDED Amendment to 
AUTHORIZATION B.M.E.C #82-21-5' 
BY THE as of 


BUILDING MATERIALS EVALUATION COMMISSION 16 May 1984 
a EVGA EUN LUBN LOS LON 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 5] 


AND IN THE MATTER OF the Applicant: 


Securitron Magnalock Corp. 

l6lS Wi.-205th Street, Suite 105 
LOLTANCEe, CalLeOrnwea, “Ues ch. 
CA90501 


ON THE SUBJECT OF: 


Model 62 Series Electro Magnetic Locking Devices for 
exit and access to exit doors. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
and conditions: 


the, Where in the opinion of the COMMISSION negative 
4) experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made Subsequent to 
the effective date of the termination as set out in 
the written:notice, 


2 The COMMISSION does not assume or undertake to discharge 
any responsibility of the applicant to any other party 
Or parties and does not in any manner warrant or 
guarantee the correctness and/or the successful 
performance of the subject matter. 


a This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however, it is not to 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 


4, This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 

y for such revision or change by the COMMISSION. 


Py ae 


Or 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of 

the Building Code. Where applicable any change in 

the Act, Regulation or Code provisions shall be grounds 
for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


This authorization. 1s nok auplacablle "60. a7Group 
DIVISION, Leoccupancy.: 


This authorization shall be used only within those 
buildings for which all Electro Magnetic Locking devices 
and components can be operated by the building fire 
alarm system, and shall have a continually monitored 
Central” control Unite which is manned DY" SUDELVISOLY 
Stati” "(sees para. JC) “at all times Che building is 
occupied, Provision shall be made such that all these 
Gevices can be de-energized simultaneously at this 
central control unit. 


The complete system of Electro Magnetic Locking Devices 
Shall be installed and approved in conformance to 

CAN 4-S524-M82 and maintained in conformance to Ontario 
Requlaciron 150/701, Fire’ Code, Section 6.3". 


All Electro Magnetic Locking Devices shall be de-energized 
immediately allowing the doors to be opened on, 


(a) @*ehewactuation of thesinitral stage of the fire 
alarm system, or 


(Cb) the eacelder1on Of an aucomatic Line, dCecect1on OF 
extinguishing system if one iS present, or 


Ce) *Sehe "manual *interruptron of the Blectro Magnetic 
CYroure DY “SUDETVISOry Stalrt as defined in 
Ontario Requietron 73076) ~ Fire: Code, or 


(dad) “the loss of electrical power controlling® the 
Focking, device! or-fany fault’ an the installation. 


oy OMe 


L0:; A fire alarm system manual pull station shall be 
located on the wall at the latch side of the door 
ana within so00. mm (2ebt.)50l each door or group 
of doors allowing free egress and which is equipped 
with these devices. 


ide. A legible sign, with 25 mm (1 in) high by 20 mm 
(374) in.) WLde and 5 Tiny (ain) Scroke lettering, 
Shall be permanently mounted and maintained at all 
times on each door equipped with these devices, 
Such signs shall be mounted at 1.4 mm (4ft. 6in.) 
from finished floor to the bottom of such sign 
and shall state; 


EMERGENCY EXIT 


UNLOCKED BY FIRE ALARM 


OR BYPSECURETY SYSTEM 





Zs, Illumination to an average level of at least 100 1x 
(10 fs °candles) shall be provided by emergency 
electrical power supply for the central control unit 
inepabay «/ endteach pull station in yoara. 0 ‘and 
Sach Siro nepa kay vil, 


ae 
DATED, abl Toronto sthis /6 day “in Ehe month of MAS in 
the year /¢¥4for aut horiZacLon eC iee 2 a7, on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


eae 
T.B. Newby, Vice CHairman 
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9 AUTHORIZATION #o5—1=60 
Bae “THE 20 October 1983 
BUILDING MATERIALS EVALUATION COMMISSION 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 


TN THE MATTER OF Secuion ety) (6b) of tne Buda nen coe Act. 
Revised. Stauves of Ontaric, £960, Chapter 5 


AND IN THE MATTER OF the Applicant: 


Mobile Recycle Company 
ose 

Guelph, Ontario 

N1H 6H9 


ON THE SUBJECT OF: 


Kitchen exhaust and filtration system with or 
withouts heat reclaim unit for supply return arr 
make up to kitchen area only. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
and conditions: 


2) as: Where in the opinion of the COMMISSION negative 
experience Indicates thats this authorization should 
be amended and/or terminated, the COMMISSION may by 
written novice to the applicant or the acent at tne 
above address; withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice. 


rage The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any.other: party,or parties and doesnot in any 
manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


oe This AUTHORIZATION may be mentioned in promotional 
and Or .advert isineamaverial .nowe vere 1.45 mot iso 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 


ey eet 


a 


This AUTHORIZATION is not transferable to any other - 
party. If the APPLICANT makes any revision or 

change to the address or the materials, technique, 

design, system and/or use of the same shall auto-— 

matically be cause for termination, unless prior 

approval is granted for such revision or change 

by the COMMISSION. 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 

of the Building Code. Where applicable any change 

in the Act, Regulation or Code provisions shai be 
grounds for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


ow. 


Los 


The kitchen exhaust’ duct beyond the fire damper located 
On Gnel exhaust! sidecol theltidered ani may pe anstvalded 
in accordance with the Ontario BinldingiCode G.2T,) when 
it passes directly to atmosphere and not through any fire 
Separavson. 


Installation and maintenance shall comply with the 

application and proposal dated 5 May 1983 as submitted ( 
by’ the applicant titied, "Specification Filtration and = 
Energy Systems also Installation, Operation and Main-— 

tenance Manual for Energy Recovery System". 


The tempered: supply return air duct. system shall be 
installed in accordance with the Ontario Building Code 
Subsection 6.2.4. and discharge only to the kitchen 
area. There shall be a fire damper“in this Supply 
PeLurh Aer duct ay the reclaim unin, 


Where’ a heat reclaim unit is used with gas fired 
kitchen cooking equipment, the heat reclaim unit shall 
have separate air streams for the exhaust to outside 
of the building and the make up air system to only 

the kitchen area. 


This authorization does not include any gas or VT ousd 
fired make up air units, any such units may be separately 
approved iby theyFuels Satety- Brancn® 


DATED at Toronto this 2O day in the month of Cc/ in 


the year GS for authorization¥ &3-/-60 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISS\# 


ee Ze 


R. Weir, Chairman 


PLASTIC PIPING INSIDE BeGeGeyosswel Tt 
FIRE SEPARATIONS le Ny 6 gy MR ef 2 


9 General Description of Project 


At an existing two storey motel, construction of a new addition, 
with several suites and a residence for the owner, was approved 
and the owner began building. 


Reason for Application 


The Buiidding Official Vvesued an order to comply with Article 
9.10.9.26. because combustible plumbing piping had been 
installed inside the fire separations. 


Applicant 's= Position 


The applicant had contracted out the installation of the 
plumbing and this piping was installed between adjacent 

SUultesS ainsidevork theapartitions.) As additional fire protection 
the applicant proposed to install mineral wool batts inside 

ail oF sche: wail ise 


BUG Gangr OLE lCralaSebos lt t2on 


2) Article 9.10.9.19. requires that adjacent suites be separated 
by a. fire. separation having sagfire resistance. sating.of at 
least 3/4 hr. Combustible drain, waste and vent piping is 
PLOhIDiteda py Ariicile 9.1/0.0 2262) wien hoes VOCaLed ewrenin 
Or passes through a fire Separation. The OBC does not 
accept alternatives especially where there is no approved 
test data,to substantiate the claim of additional. fire 
PLOLECEn On: 


Commission Ruling 

In -favyour?-of, the, BuildingsOriicial: Jit vs the decision at the 
Building Code COmmission that this application, regarding the 
use of combustible drainage pipes in the construction of the 
plumbing system, does not meet the requirements of Article 
OOo OF 


Reasons 


(1). Articie 9 0 O20. slsaVerv Drecese and. explicit an 
the use of combustible drainage piping. 


(2) Intent of the Code as to protect the life satety of 


eo) the pubilac, 


Ministry of & 
SY) Muni bar a HEIRS Building Code Commission 
# and Housing Building Materials Evaluation Commission 
Ontario 
ESE 


This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





AMENDED 
e AUTHORIZATION AMENDED 
Brie lne fem eee 
BUILDING MATERIALS EVALUATION COMMISSION 13 December 1984 


IN THE MATTER. OF Section 18(4)45) of the. Buildangicode Act, 
Revised Statutes of Ontario, 980, Chapter >! 


AND IN THE MATTER OF the Applicant: 


Sparial  bnvernetvonal, inc. 
» Veronica 2Lreer 

Pe Oa 

Cobourg, Ginter vo 

KOA 4K5 


ONPG SoU bere (OF: 


Sparryl Waid System, a burlding olock manubactured from 
expanded polystyrene beads, combined with portland 
comont, fine sand and chemical additives which, with 
surtace boendimq vcement7/mortarrapplied *‘toyine suriace of 
als exposed faces of the cry Stacked “Sparitil Block” 1s 
miclrew eof Gonventional wement memtar sana 7pLock: 


© THE COMMISSION HEREBY MAUTHORIZES 60 “the applicant tthe use of 
the aforementioned matter subject to the following terms 
ard “cong rt LOns): 


Sy Where in the opinion of the COMMISSION negative 
experrence indicates Ehab this weuthor zatiom sniould be 
amended and/or terminated, the COMMISSION may by written 
Mocice TOWNE Gavel tCcane OG theaagent ~aer the evove 
aOoress, wihndraw Cie @aurnorl 2at vom mosauacnier 


installations shall be made subsequent to the effective 
date of the termination as set out in the written notice. 
2s The COMMISSTON “does not assume “or “undertake to discharge 


any <esponcibilrity efhrhe applicant tosany Other party or 
parties and does Not im any Manner warrant’ or "quarantee 
the correctness and/or the successful performance cf the 
subject Matter. 


ne This AUTHORIZATION may be mentioned™@=in promotional and/or 
advertising material, however it iS not to be used 
expressly or implredly as an endorsement “of any product, 
material, technique or design which is described herein. 


dy oe 


This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or 
change to the address or the materials, technique, 
design, system and/or use of the same shall 
automatically be cause for termination, unless 
pmlLor approval. 1Ssqranted for) such revision OL 
change by the COMMISSION. 


COonstrunceron and Winstallarion. shall, vem ii 
conformance to all applicable governing legislation 
except that compliance with the terms and 
conditions described herein shall be deemed not to 
be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or 
Code provisions shall be grounds for re-evaluation 
by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Gn 


Except as authorized herein all applicable 
requirements of the Ontario Building Code Act and 
Ontario Regulation 583/83 shall be met. A copy of 
this authorization shall be attached to the 
applicatvon tor a bul lding = perma t vand avcopy «shall 
be kept and maintained on the site of the 
construction as per Code requirements. 


7.(a)The Sparfil Wall System may be used in buildings 


Under vars Swann eOtsO pC. OxCCD tert oi altia NOt 
be used as loadbearing in noncombustible 
construction. This system shall not be permitted 
LOM UsSeuiIn LITewor Cavity, walls, columns, schamneys 
Or aS tire, StOppIngaineany type Of sconstruction. 


(b)Loadbearing elements shall be further restricted to 


seismic zones 0 and 1” except ior Part. 9 (burldings 
COntOrming PeOeSsubSsect 1ONne.4~ 6. Or at new Ontarlo 
Bualding. Code. 


An architect or professional engineer shall be 
responsible for the design, details sand general 
review turing construction Olm enews Goan Ua Wall 
System and all construction documents shall be duly 
sealed, for 


(a)each use of the system, and 


(b)}after exposure to any fire condition. 


SPARE LE @LECH “GHENT SG. in7y eran cdums ada ted si cune 
1982, shall be the only technical sheets included 
in this authorization and the Sparfil "Design 
Manual dated 13 May 1983” shall also contain these 
TECH SHEETS 1, 2, 3 and 4. The WARRANTY disclaimer 
on these TECH SHEETS shall be eliminated from all 
previous and any further literature as a condition 
of the authorization. 


oy APs 





Ministry of & 
? Municipal Affairs Building Code Commission 
# and Housing Building Materials Evaluation Commission 
Ontario 
REECE 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


-3- 


10. Site control procedures for protection and installation 
shall be caretuly followed as: per Sparril TECH SHEETS 
ly °2, 2 ana 4, dated 7 Vune,y 198 2- 


il.» ‘Inswection of masonry construction Shall be carried out 
fo ensure that construction as Consistent with design 
details and specifications and in compliance with Sparfil 
TECH SHBETS 9, 2. 3cand 4, dated 7 June, 1990. Such 
inspection shall be carried out by the architect or 
professional engineer responsible for its design or by 
another person Gualiftied in the inspection of masonry 
construction and who is responsible to the design 
archatect or professional engineer. 


12. Based om an average of five tests Sparfil Blocks shail 
haves tne following Minimum Unat compressive silrengtn 


based om GQLOss area... 


Normal Bloc 2276 MPA psl 





200 mm Geel Oh iin OG mri G8 88 se EG) Dae 320 
250 mm x 200 mm < 4005mm G0” s SY aw 26) Ive6 260 
200 mn x 200) mm x 400 rm {12" x36" x 16") ere 250 


13.  Surewall th surfiace bonding cementy mortar shall meet the 
Standard Specification ASTM €8es-/9a= Bonding adhesive 
Shald be as sGpo lied by Sparta] with solid contents: in 
the order of 45-50%, thaws ie a liquid polymer dispersion 
mixed into the second Surewall @) coat in a two coat 
avplTGaLwon where reoqutmed: 


LIMITATION: 


14. Subject fo the above paragraph 1 this authorization shall 
be Lurther Pamired Oo. but tdings using Spariv Wall system 
fOr Witelh  Dermet we eapplved for ortor to 21) pecember, 
1986, however, Sparfil International Ine. may by written 
registered letter to this Commission request an amendment 


to this paragraph at least three months before that date. 
DATED at ‘Yoronzo this.1® day in the month of D&emBEr in 

Lhe Year weve EOr authorization #73. 2= ai on 

pDepakt Ot 


BUILDING MATERIALS EVALUATION COMMISSION 


e 


Ministry iB 
T) of Building Code Commission 
Housing Building Materials Evaluation Commission ‘ Nn 
Ontario 
PRE 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








AMENDMENTS TO AUTHORIZATION BeMvorC. Hoo 2 OL 
7 November 1986 





IN THE MATTER OF Section 18 (4) (b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter Sl 


AND IN THE MATTER OF authorization: 
FO? *Sparttl. Internacional “inc. 
840 Division Street, Box 626 


CopouUrd; sONntarao 
K9A 4L3 


ON THE “SUBJECT -OF: 
Sparfil Wall System 
SHALL BE AMENDED AS FOLLOWS: 


Paragraph 14 shall now read 
mew si. December a1 9650... 


REASONS: 
To gain further field experience for 


future Evaluation of the system. 


MOVED AND ADOPTED THIS 7th DAY OF NOVEMBER, 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


©) AUTHORIZATION 
BY THE #83-3-62 
BUILDING MATERIALS EVALUATION COMMISSION 20 October 1983 


INR MATRER Obs Section. acid bjivof the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 
D4 794. “Oncario Limited 
Climatizer Insulation 
10 Melford Drive 
pcCanborougn,uOntar io 
M1B 2G1 


ON THE SUBJECT OF; 


Cellulose fiber loose fill thermal insulation as 
applied to horizontal surfaces aim Wart GO buildings 
of the Ontario Building Code. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
ang condi trons. 


© 1. Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice. 


Zn The COMMISSION does not assume or undertake to discharge 
any responsibility of the applicant to any other party 
or parties and does not in any manner warrant or 
guarantee the correctness and/or the successful 
performance of the subject matter. 


or This AUTHORIZATION may be mentioned in promotional 
and/OCrsadvert tsineuwmatertal.lhoweverertei1senot ite 
be used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


Oo Si 


Loe 


This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 
for such revision or change by the COMMISSION. 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of 
the Building Code. Where applicable any change in 
the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 
eh 


The applicable standard to be used for this cellulose 
fiber insulation shall be the 51-GP-60M April 1979 

as published by the Canadian Government Specifications 
Board. 


On the commencement of each installation a valid 
C.M.H.C. Evaluation Report Number shall be attached 
to the label referenced in paragraph 6.2 of the 
C.G.S.B. Standard 51-GP-60M April 1979, along with 

a suitable label indicating the applicators name and 
address. All of these labels shall be posted to a 
roof structural member beside the attic hatch or 
entrance. 


Where cellulose insulation is installed, the following 
other requirements must comply: 


(a)protection around recessed ceiling iirhoataxtunes 


(pot lights) and exhaust fans shall comply with 
Ontario Hydro regulations and bulletins; 


(b)firestop spacer and radiation shields shall be 


installed at the ceiling in accordance with the 
appropriate standards for gas vents and factory- 
built chimneys. 


Oye ee. 


@ 3. 


9. The manufacturer shall allow entry to the office, 
processing plant and warehouse by any of those 
agencies as mentioned in the above paragraph 
number 7, as well as Consumer and Corporate Affairs, 
in order to conduct inventory audits and take samples 
of products of production and those in Storage. Any 
discrepancy in product quality which may necessitate 
either a product re-call or the de-certification of 
the manufacturer must be immediately made known by 
registered mail to all those agencies in paragraphs 
6°CO Olalso the applacable Municipalities and the 
Building Materials Evaluation Commission. 


va 
DATED at Toronto thisz0© day in the month of oOc7 in 
the year ‘9% for authorization# 63-35-62 on 


& behalf of; 


BUILDING MATERIALS EVALUATION COMMISSION 


ae 


Ministry 
of Building Code Commission 


Griese Housing Building Materials Evaluation Commission 
c ) 








R 
G fect} 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


™ 


TERMINATION OF AUTHORIZATION BME Cc, \'03-~3=62 
eae a cre ay ae ee ane non ne ee 20 October 1983 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Raise ae oO 


AND IN THE MATTER OF AUTHORIZATION TO: 


Climatizer Insulation 
(547941 Ontario Limited) 
10 Melford Drive 
Scarborough, Ontario 
M1B 2Gl1 


ON THE SUBJECT OF: 
Cellulose Fibre Insulation 
yy SHALL BE TERMINATED AS FOLLOWS: 
Subject to paragraph one and five of the Authorization, 


no further installations shall be made as of the date of 
this termination. 


REASONS: 


The newly amended Ontario Building Code, Ontario Regula- 
tion 419/86, becomes effective on 20th October 1986 and 
the’ subject matter 1s now included in Article 8.26.3.3¢, 
therefore there is no need for a B.M.E.C. authorization. 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 











PROTECTION OF OPENINGS Be. FOS ks 
BETWEEN STOREYS AL@ADEA Is 1983 


General Description. of Project 


A highrise apartment addition is proposed to be built over an 
existing two storey building. The first storey of the 
existing building is connected to the second storey by an 
open staircase which is not a required exit. 


Reason’ Tor Application 


The Building Official has indicated that the existing building 
Shall be required to be sprinklered in accordance with Clause 
S22, Ose Ld) and sGentence oi.) 74d). 


Applicants Position 


The Ontario Building Code is not applicable to those portions 
of an existing building that are not involved in alterations 
and do not present an increased fire hazard. Adding the 
highrise portion over the existing building will not change 
Or add to any existing hazard, since the existing building 

iS a noncombustible structure with a fully sprinklered 
basement. However, the open stair and corridor is separated 
by an unrated wired glass and door assembly to the second 
PloOoLtpubMieacor riders 


Building Official's Position 


The existing portion of the building must be sprinklered because 
some construction iS proposed on the subject floors and fire 
compartments not exceeding 15,000 sq.ft. have not been provided. 


Commission Ruling 


In favour rolmehe JApplicentye Leas aehe decicion vor sthe Building 
Code Commission that this application indicates a sufficiency 
of compliance with Ontario Regulation 925/75, subject to a 
permanent fire separation between the elevator lobby and the 
existing stairwell «No. 6icat ‘thesroof level. 


Reasons 
The Commission finds nothing in the Building Code or Act that 
makes it applicable to those parts of an existing building 


that ace moth “vnvolved’ im talteration: 


The existing occupancy does not present any increase in hazard. 


Ministry of 
Municipal Affairs Building Code Commission 
and Housing 


Ontario 


Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION she rae 
BY THE 2 Marc 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 


AND IN THE MATTER OF the Applicant: 


NED Divs Marke ry fad. 
POE ily Nd came eo 6 seen ee 

Grandei sland. No ew Ue 
14072 


AGENT: 


Medgar Sales Ltd. 
Bod Jackson ou, West 
Hamilton, Ontario 
Canada 

ae ey 


ON THE SUBJECT OF: 


Self luminous exit sign, PERM-EX (i NRD Model #T4001 
Catalog wo. 2 -U6OR Mor erloO o-Neseries: 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
and econdatrTons: 


ie Where in the opinion of the COMMISSION negative 

experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice. 


i The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


OS. ThisAUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 
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This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or 
change to the address or the materials, technique, 
design, system and/or use of the same shall auto- 
matically be cause for termination, unless prior 
approval is granted for such revision, or change 

by the COMMISSION. 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 

of the Building Code. Where applicable any change 

in the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. 


Due 


This AUTHORIZATION is only valid when the applicant 
and/or his agent complies with the Atomic Energy 
Control Board letter dated 8 August 1981 file 
15-1-8647 with the Radioistope Licence Number 
9-8647-85 and any future renewals of same. Copies 
of this B.M.E.C AUTHORIZATION and the above A.E.C.B. 
licence shall accompany each sign or group of signs 
to any one building. 


This AUTHORIZATION may be used for all new or eCxirserngd 
buildings for which a building permit is required. 


This PERM-EX sign is exempted from the requirement 

of the Ontario Building Code that requires connection 
to an electrical circuit separate from other electrucal 
Circuits and) a1 luminataion by emergency power Supply 
where required also letter colouring. 


Installation and maintenance shall also comply with 
the "Instruction Manual for NRD Model T-4001 self- 
luminous Exit Sign (c809123)" and a copy shall be 
Supplied with each sign or group of signs to any one 
building. The sign and bracket shall be securely 
anchored to the structure of the building with 
tamper-resistant mounting hardware. 


Each Sign shall be replaced no later than 12 years 
from date of manufacture however, the manufacturer 
and/or his agent shall by written registered letter 
at least 6 months prior to that expiry date notify 
each Sign recipient and the Chief Fire OLfi cia) +of 
the Municipality regarding the expiry date, replace- 
ment and disposal of each sign. 


area 











bh Ss The manufacturer and/or his agent shall ensure that 
each sign is clearly and durably labelled with radiation 
warning and U.L. listing as evidence to the nature, 
activity, expiry date, manufacturer's date, serial 
number, manufacturer and agents name and address, and in 
addition the expiry date shall be either embossed, hot 
stamped, engraved, molded or similar method by which 
the expiry date becomes an integral part of this PERM-EX 
sign. Such labelling shall be mounted on the bottom 
outside frame of each sign where it will be clearly 
visible after installation of such sign. 


DATED at Toronto this?2” day in the month of Marci in 


the year \@84 for authorization # $3-A-GD on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSIOl 


Eldridge, Chairman 











WIRED GLASS B.C.C. #83-4-114 
AS CLOSURE 22 April 1983 


General Description.of Project 


Under construction, this new twenty nine storey apartment 

and condominium will contain a three level underground garage. 
On the first underground level it is proposed to temporarily 
erect three model suites. 


Reasonafor.Applicabion 


Enforcement by the Building Official of the requirements of 
ACGaches 2a... gies). 


Applicants Pos heron 


With the application of close spaced sprinklers on both sides 
of the wired glass, which iS mounted in aluminum frames, a 
Significant cooling effect over the fire separation would 

be provided by these sprinklers should a fire occur in the 
immediate area. To further enhance the fire safety, the 
entire first underground garage level and the adjacent 
basement floor area will be protected with automatic sprinklers. 


BUILOIMNoOSOLLrcia lis sPosTE1on 


rhe Building Code permits wired glass only, 1m fixed stecl 
Evames and onbye in o/4e nie and) lone. tixverseperatrons, ~ There 
LS ROLCredit ion Tecogniti0n Of sprinklers, dn con JUunceLon wLeh 
wired glass in the Code. 


Commission Ruling 


in favour of the Applicant. Lt as the decision of the Building 
Code Commission that the fire protection measures proposed for 
the structure under discussion conform with the intent and 
demonstrates sufficiency of compliance with Ontario Reg. 925/75 
Gals 3 iyi Ce 


Reason 


This is based on the sprinkler system proposed in the said 
submission exhibits No. 4 and 8; sprinklering of the entire 
structure; and the automatic sprinkler system proposed for 

the protection of the walls of the model suites. All proposed 
sprinkler system equipment to be ULC approved and installed 

in conformance with NFPA #13 and a wetting agent shall be 
introduced into the sprinkler system. 


Page 2 
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Further conditions of this approval are: 


a) All window frames in the described 


entrance vestibule and 


the model suites shall be steel and not aluminum. 


b) Secondary exits shall be installed 


in the modei'surtes, 


Téading CO the par kinguaveda ani (Pees SNayeidu ly sexs 
identified in accordance with the Building Code. 


c) No parking shall be allowed within 
external walls of the model suites 
shall be erected. 


d) Proof of sufficiency of water flow 
system shall be established by the 
byeehe sChiere Sui dingsOEticial: 


40 feet of the 
and control barriers 


EatemLor scenes s pe Un hkweEr 
Appin Canemandmaccepeed 











Ministry of 
G2 Municipal Affairs Building Code Commission 
and Housing 


Building Materials Evaluation Commission 
Ontario 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


#83-5-64 
22 March 1984 
AUTHORIZATION 
BY, THE 
BUIILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revision Statutes of Ontario, 1980, Chapter 5l 


AND. IN THE MATTER OF the Applicant: 


Alvise de Buzzaccarini 

Epsilon Building Materials Ltd. 
385 Lynn Avenue 

North Vancouver, B.C 

Wise. ce 


ON THE “SUBJECT “OF; 


Isoren S4 Thermostucco (Scratch coat) and Isoren F 
acrylic finishing coat to be used on the exterior or 
interior of buildings as an alternative to stucco. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 


Q of the aforementioned matter subject to the following terms 
and conditions; 


ae Where in the opinion of the COMMISSION negative 

experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice, 


Dis The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
Manner warrant or gaurantee the correctness and/or 
the successful performance of the subject matter. 


3. This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 


4, This AUTHORIZATION is not transferable to any other 
Pe) party. If the APPLICANT makes any revision or change 

to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 
for such revision or change by the COMMISSION. 


Construction and installation’shall be*in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 

of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 





AND SPECIFIC REQUIREMENTS: 


Os 


debe 


The Applicant shall train and approve the necessary 
applicators who shall strictly follow the manufac- 
turer's recommendations for site protection, substru- 
ture materials, mixes, curing, application and location 
and construction of contnogs joint se 


Isoren S4 and F may be used either separately or 
together and/or with other compatible masonry and 
stucco materials when the appropriate bonding agent 

for the substructure as recommended by the manufacturer 
is used, 


The Isoren Thermostucco System shall not be used as 

a loadbearing material. The wall Sheathing or masonry 
material to which the Isoren S4 Thermostucco System is 
applied must be capable of Besistinguwald verticals, 
lateral vanduracking hear aloads applied to the wall. 


Isoren S4 in conjuntion with Isoren F shall be considered 

aS a l hr fire resistance cladding when the S4 is a é 
minimum of 25.4 mm (1 in) thickness and the F is a 

minimum of 1.58 m (1/16 in) thickness. 





Permanant labeling on all containers and/or packages 

of Isoren S4 and F shall include but not be limited to 
the following information: Manufacturer's name, product 
name, quality, storage procedure, shelf Lite ei nsctad dl — 
ation instructions and the name of the recognized 
independant test agency responsible for the quality 
control, 


This AUTHORIZATION is limited to the continuance of a 
Certification Program™ by a recognized independant 
test agency providing reports describing ongoing 
inspections and tests for DrOdUCts quali tyvacontro le: 
Records shall be kept by the manufacturer On batching, 
Production and site delivery. 


DATED at Toronto this 22” day in the month of MARCH in 


the year 1994 for authorization # 93-5 - & on 
behalf of: 
BUILDING MATERIALS EVALUATION COMMISSION 


TSE lorvdqger cha irinan i 


Ministry of i] 
G2 Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 


Ontario 








This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


@ EXITS AND FIRE B.C @26889-5-115 
RESISTANCE RATING 20 June 1983 


General Description of Project 


An eighty year old three storey house with finished basement, 
contains six family dwelling units which deviates from 
permit drawings issued in 1955 indicating a four family 
Gwelling unit. 


Reason for Application 


ThesBuLlding, OTiLicial on 4) February 1963 issued an Order 
to) Comply regarding Ontario Building Code Articles 9.9.7.4. 
and. 9 300 1203, ialeosoubsecti10n) o) LU STs. 


Applicant's Position 


That the Order) toscomplys has nor validity, nor legality 
because the Ontario Building Code only came into force on 
31 December 1975 and the Code is not applicable to 
cCOnseruction- prior tovthat date. “Purthermore,. the 0.B..C. 
=) is not a retrofit document and therefore does not apply to 
existing buaidings: withoutseurrent construction.” inv 1955 
an exterior fire escape system was installed together with 
a few minor doors and partition changes, however, to date 
no further construction has taken place on this building. 


Building Officials Position 


With respect to the permit issued on 28 February 1955, the 
building plans showed the basement not used for human 
habitation, however, the basement is now being used as a 
dwelling unit. The building has a non-conforming exit, 

and openings into the stairway shaft have not been provided 
with fire rated doors/frames, or self-closing and latching 
devices, as required for 3/4 hr. fire-resistance rating of 
thes shaft. iby ithesO 7B Cc. 


Commission Ruling 


iff favour Sr the wApo Micaite gun sere decis1on.oOL Ene 
Building Code Commission that in regard to application 
#83-5-115, no construction was performed and no building 
permits were issued after implementation of the Ontario 
Building Code. The Order to Comply cannot be enforced 
i) by this Commission. 





Ministry of ie 
wT Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 


Ontario 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION 83-6-65 
BY THE 22 March 1984 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant; 


Z-Flex Inc. 

Division of Flexmaster Canada Ltd. 
36 Shelley Road 

Richmond Hril, Ontario 

L4G 5G3 


ON THE SUBJECT. CE: 


"Z-Flex" a flexible stainless steel liner for masonry 
chimney 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
and conditions: 


ex Where in the opinion of the COMMISSION negative 

experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice, 


Os The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


Bis This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 


4, This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or 
change to the address or the materials, technique, 
design, system and/or use of the same shall auto- 
matically be cause for termination, unless prior 
approval is granted for such revision or change 
by the COMMISSION. 


ty aces 


ROS 


J 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 

of the Building Code. Where applicable any change 

in the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


This authorization is limited to Ontario Building 
Code, Part 9 buildings where a building permit is 
required and where the existing masonry chimney is 
in a good state of repair and the existing flue 
size is not less than 305 mm X 305 mm (12 in X 

12 in) and where the flue is for the use of solid 
fuel. 


Flexmaster shall enclose a copy of manufacturer's 
recommendations with each on site installation 
complete with company name, address and telephone 
number and this shall be left with the building 
occupant, 


The stainless steel z-flex liner shall extend not 
more than 152 mm (6in) above the top of the masonry 
chimney and be attached to a stainless steel raincap 
and chimney flashing with sloping top and formed 
drip edges extending to minimum of 100 mm (4in) 
below the topof the masonry cnimney which shall be 
securely attached to the masonry chimney and this 
whole assembly shall be sealed against the weather. 


This authorization has been evaluated by the COMMISSION 
on the basis of the Warnock Hersey Professional Services 
test report #1, file Fl 200-290-0463 May 31, 1983 and 
#3951, file 490-0086-F86 March 4 to 9, 1983, copies of 
which may be requested from the Flexmaster by any party 
related to the installation. 


Since at the present time there is no available 
"Standard", this authorization determined that the 
Zz-flex stainless Steel liner did withstand the 
requirements of "ULC-S629-M1981 standard for 650°C 
Factory Built Chimneys", however, when the appropriate 
"Standard" is published Flexmaster shall have z-flex 
retested to that “Standard" at which time this auth- 
Oorization shall be required to be amended. 


DATED at Toronto this #4 day in the month of Ma&RcH in 


the year \A84t for authorization # 93-L~6-5 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 








Ministry of ea 
ST Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 
Ontario 
RED 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





te) EXITS AND FIRE Bic Cy Aso —6—12'6 
SEPARATION 20 June 1983 


General Description OL Project 


The applicant/owker shas, occupied his) offices in both the 
second and third floors since he purchased this 1600 sq.ft. 
building in gbo73. “Tenants who occupied the first and 
basement floors decided to give up the printing business 
and the applicant/owner expanded his offices to the first 
floor and used the basement as a storage area. 


Reason for Application 


An Order "to. Comply from ine Building Official which cited 
nonconformance to the Ontario Building Code Subsection 
VOUT SO manag Artrebes 79.9). 714 9 494.27 .. 


Applicant ‘s.Position 


IneJanuary 1932, he undertook repairs to the Eirst floor 
before moving in his office. This included a new sliding 

2) glass door installed in an existing exterior wall opening, 
removing some interior wood screens and repairing the 
storefront. However, on September 20, 1982 the Building 
Official requested additional alterations to the remainder 
of the building before a permit would be issued. Since no 
work was undertaken on the remainder of the building it is 
the Opinion of the applicant that the O.B VG. does not apply 
to. those 2 booms. 


Building Officvalss Position 


There is not a fire separation between any of the floors 
(9.10.8.), there is no exit from basement level leading 
directly Co -0oucdcors (9.9.1) 4.) sand stairs trom second 

and third floors areenoe enclosed: (9.915422) “and do not 
have two exits (9.9 77.4.) These are contrary to. the O0,B.C. 
and should be rectified. 


Commission Ruling 


In favour of the Applicant. It is the decision of the 

Building Code Commission that application #83-6-116 in the 

matter regarding the installation of the rear sliding door 

at the ground level constitutes construction and requires 
i) a building permit. 
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And in lieu of the removed ground floor partition a fire 
rated door shall be installed at the bottom of the stair- 
well leading to the second floor. 


Reasons 
The Commission sees nothing in the Building Code Act that 


makes the Code applicable to those parts of an existing 
building that are not involved in the alteration, 








Ministry of & 
wT Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 


Ontario 
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® AUTHORIZATION #83-7-66 


Bre vor 25 April 1984 
BUILDING MATERIALS EVALUATION COMMISSION 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Eaton Corporation 

1199 S. Chillicothe Rd. 
AULOLa, O10, Urs<A. 
44202 


AGENT: 


Shawflex Inc. 

25 Bethridge Rd. 
Rexdale, Ontario 
MOW 1M7 


ON THE SUBJECT OF: 


Dekoron Q®) with Halar fluoropolymer insulated power 
&) limited circuit cables in vertical and/or ceiling 
spaces used aS plenums without conduit. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
conditions: 


A ie Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice. 


as The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


x This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be used expressly or impliedly as an endorsement of 

&) any product, material, technique or design which is 

described herein. 


OF de 


4, This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or 
change to the address or the materials, technique, 
design, system and/or use of the same shall auto- 
matically be cause for termination, unless prior 
approval is granted for such revision or change 
by the COMMISSION. 


a Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 
of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS; 


6. All cables tested to standard UL 910, with a peak 
obscurity density of not more than 1.0 and a maximum 
flame spread less than 10.0 feet, are considered 
equivalent to electrical conductors installed within 
metallic totally enclosed raceways. 


ce Documentation Supporting the above criteria from a 
recognized agency shall be made available upon request © 
by the Chief Building Official. 


DATED at Toronto this ‘25 day in the month of APRIL in 
the yeariQ@4 for authorization# ¢3-7-¢G¢, on 
behalf of; 





: * AL A) 
e, Chairman S 








Ministry of 
G7 Municipal Affairs Building Code Commission 
and Housing 


; Building Materials Evaluation Commission 
Ontario 
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) ADDITIONAL SPRINKLERS Be Cois, Heo SLs 
FOR HIGH BUILDING 21 June 1983 





R @ 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


General Description of BProvec. 


An eight storey, 56 units apartment building was converted 
to a full service seniors' apartment, the ground floor was 
designated as office for the administrator and lounge area, 
a new one storey addition to this area was constructed to 
serve as the kitchen and dining room. 


Reason for Application 


Ontario Building Code Clause 3.2.6.6.(1)(b) when applied 
to the new one storey addition required the space to be 
sprinklered. 


Applicant's Position 


The area in dispute is the Kitchen/Dining and Lounge 
rooms which provide a food service for the residents of 
this seniors' apartment and their guests. This service 

@ is not for sale to the general public and access to this 
area is controlled through the lobby making it inaccessible 
to the public. Furthermore, zoning and Committee of 
Adjustment approval for the new construction was granted 
on the clear understanding that the area would serve the 
residents and their guests and not the general public. 


Building Officralls Postiien 


Phe. @4BuC. Clearly defines a restaurant in - Part 1. This 
new building addition plus the incorporation of a portion 
of the existing main floor is indeed for the sole purpose 
of a restaurant. Since all restaurants located within a 
high rise building must be sprinklered, therefore the area 
in dispute must be sprinklered. 


Commission Ruling 


In favour of the Applicant. It is the decision of the 
Building Code Commission regarding application #83-7-117 
that the dining facility is not a restaurant within the 
requirements Of Cilanse. 322.6.6-41)(). 


eo) Reasons 


The Applicant has demonstrated that this is a private 
facility available to the residents of the building 
under a contractual lease agreement. 








Ministry of a 
G7 Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 


Ontario 





9S 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


@ TRAVEL DISTANCE TO Bice Too CHK L16 
AS SINGLE EXT 21 June 1983 


General Description OL Provgect 


A Tew <LwO Storey building was constructed with “one exit 
which ‘Served 27575 SqJft. of floor area in a Group D 
Occupancy. 


Reason for Application 


O97... C2) Which? as “a Sentence in the Ontarro Building 
Code, requires one exit where the building area does not 
exceed 1,500 sq.ft. The building area in question has 
CPO oP cect and wasscONnseruCted Withwonly sone exits 


Applicant Us vPositLon 


The built-in life-safety provisions are of a high standard 
and should satisfy the O.B.C. requirements for one exit. 
For example: The occupant load is about 22 persons, travel 
distance is. less than 75 £t., the entire building is 

& sprinklered, emergency lighting and smoke detectors are 
provided. These and other features of construction more 
Chan meet the intent of the O.B.C. in the opinion of the 
Applicant. 


BUI ding wOhricialis Positton 


The alternative life safety provisions provided in this 
building are indeed favourable; however, "trade offs" 
Should not be made to this requirements of having a second 
exit especially in dight cof tne Use of thus building, 


Commission Ruling 


In favour of the Buriding Official. “less the decision 
of the Building Code Commission that application #83-8-118, 
does not meet the requirements of Sentence 9.9.9.1.(2). 


Reasons 


The O.B.C. requirements are explicit and precise in this 
matter. 











Ontario 


Ministry of & 
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and Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


PLASTIC PIPING IN Bee sss Ose ko 
HIGH RISE BUILDING 22 June 1983 


General Description. of SLOsees 


A newly constructed seven storey residential apartment 
building classified under Article 3.2.2.28. of the Ontario 
Building Code as non-combustible construction. 


Reason for Application 


Plastic piping was installed within a non-combustible 
building; this piping does not meet the flame spread 
rating of not more than 25 and the smoke development of 
not more than 50. 


Applicant's Position 


ABS plastic piping is connected to copper pipe which is 
inside the walls, therefore what is left is about three 
feet of pipe and a trap made of ABS plastic which is inside 
the kitchen cupboards that are made of wood and plastic 
trim. This does not make sense to outlaw a short piece of 
plastic piping when all kinds of wood and plastic is used 
within each apartment. 


Building Official's Position 


Some combustible elements are permitted in buildings required 
to be of non-combustible construction and these are listed 
under Article 3.1.4.5. of the Ontario Building Code. However, 
Sentence (5) of the same Article addresses the flame spread/ 
smoke development of combustible piping such as ABS which 
does not meet these requirements. 


Commission Ruling 


In ftavour-of tne Building Official. lf -is- the decision of 
the Building Code Commission that application #83-9-119 in 
the matter regarding the eight storey non-combustible 
apartment burlding, does not conform with Ehe intent of 
the Ontario Building Code Ontario Regulation 720/81 and 
mUSC Comply wath Sentencesus. 2.2. 26.1 2) rand 341.4 -55.05)% 


Reasons 


The building in question is classified as non-combustible and 
under Sentence 3.2.2.28.(2) the building shall be of non- 
combustible construction. 

And Sentence 3.1.4.5.(5) describing the flame spread and 
smoke development of the used ABS pipes, does not meet the 
Specified rating. 
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This is a summary of the decision or authorization. 
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e@ TYPE OF B.C.C. #83-10-120 
EXIT FACILITY 22 June 1983 


General DesculpEeron On Proje ce 


An historic. Stone Cchurch=bullding with-seating for 650 
persons has three exits and a turret structure originally 
built in one corner which was used as baptistry with only 
an interior door that swings out of the turret area toward 
the church seating area. 


ReaSony LOL Appiicatton 


A new exterior door swinging inward was constructed in 
the exterior wall of the turret which is to be used by 
handicapped persons for direct egress by a ramp to the 
Desk nG, vote COED Cm orrae ool on. c69)) 


Applacantas PosTervon 


The ramp from the parking lot slopes down toward this 
new exterior door. The general consensus of all parties 
& was that this new door was not a required exit door and 

it would be more convenient to Swing inwards. Further, 
the baptistry was taken out of the turret area to allow 
free egress of this new door. 


BuLLaing Offi cla ly SePosio10n 


Every exit door shall open in the direction of exit travel 
and because the door Swings inward panic hardware cannot be 
applied. The existing three doors are more than enough to 
be exit doors and they are equipped with panic hardware, 
however some people other than the handicapped are now 
using this new door. 


Commission Ruling 


in Eavyour ob the Applicant... Il 1s Gher,decisyvon of the 
Building Code Commission that application #83-10-120, 
indicates that the two doors in the turret area are not 
LeGULESCa exit doors. 


Reasons 


&) The existing three exit doors provide the required exit 
width. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


REQUIREMENTS FOR BO de) HOt lee 
FIRE SAFETY 23 November 1983 


General Description of Project 


An existing six storey and basement building composed of 
exterior load bearing masonry walls with interior heavy 
timber column and beam structure was constructed around 
the turn of the century as an industrial warehouse with 
retail commercial at the lower floors. 


Reason for Application 


hid Cle cee ys reduibes that, a residential buThoinp of 
six storeys in height be constructed of non-combustible 
Consvuructaon. 


Applicant's Position 


Me ~proposaly is to convert the top tour floors to 4 variety 

2) of apartment types and the bottom three floors for retail 
and commercial purposes. All existing wooden floors will 
receive 2 laght. welent concrete white all -the wooden 
beams and columns will be protected with fire rated drywall. 
The windows on the north side which is on the property line 
will be blocked up on the first three floors, however, the 
top four floors will be glazed with georgian wired glass 
and appropriate sprinkler heads located at each window. 
Further; the entire building will contain Sprinklers, fire 
hose cabinets, fire detectors, fire alarms, emergency 
Jights®and pull stations: 


BuDlaing “OVricial = Positron 


With! respect etcuknt rere Gee. 27/7. and Supsecuronm 3.2.45. 
neither allows nor contains provisions that a residential 
building of six “storeys in \buliding. height be constructed 

on non-combustible materials or a change of occupancy to 
residential usage?. (‘The proposed Part 21 of the 0.8.0. does 
address the matter of conversion to residential use and 

the windows on the property line and protection of combustible 
elements within a building, however a permit cannot be issued 
until Part XI comes into force which is probably the summer 

of 1984. 


» Commission Ruling 


iteawour of toe App lacent. (1G Beeihe decision of “the 
Building Code Commission that this application demonstrates 
sufficiency of compliance with the Ontario Building Code 
based on the protection of existing combustible construction 
and the window sprinkler system. 
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@ REQUIREMENTS FOR B.C.G.) #0selZ=122 
FIRE SAFETY 22 December 1983 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


Generads Description of Pro yect 


This existing combustible Group "E" Mercantile building is 
a 15 storey structure plus a basement (910 m2) which is 
used mainly for storage. The ground floor (910 m2) is all 
retail store area while the second floor (210 m2) comprises 
staff facilities. 


ReEason 2OrlApp. 1Cat1on 


O.B.C.” Regulation 563/763 sentence 322.2. 7. (3) r,requires 
every cellar exceeding 300 m2 in floor area to be 
sprinklered and Clause 3.2.2.34.(2)(a) requires basements 
to be subdivided into areas not exceeding 300 m2 or they 
shall be sprinklered. 


Applicant's Position 


The existing basement is proposed to be converted by al hr. 
fire separation into approximately 455 m2 unsprinklered 

©) retail area with a new enclosed convenience stair in the 
centre of the floor area connecting this part of the basement 
to the ground floor, a domestic sprinkler system will cover 
the remaining basement stockroom area of 279 m2, however 
176 m2 of the basement which is boiler, electrical and 
washroom will have only a new detection and fire alarm 
system which will be installed throughout the entire building 
with annunciator panel at the main egress doors on the ground 
floor. It is the applicant's belief that the proposed 
alterations and other upgrading measures improve an existing 
condition while ensuring fire and life safety of the entire 
buxvlding occupants: 


Building Officials Prosrveien 


Sprinklering of the cellar (basement) must be installed to 
conform to Sentence 372-2. 7.:(3) or subdivided “in areas con 
forming to Clause 3.27.22 34 22 Cay- 


Commission Ruling 


In favour of the Bus ding Oftwvecrval. 2b 1s ‘the decision of the 
Building Code Commission that application #83-12-122 does not 
conform with the intent of the Ontario Building Code. 


Reasons 


The requirements of the Ontario Building Code are quite 
explicit and precise with respect to subdividing or 
sprinklering of this matter. 
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This is a summary of the decision or authorization. 
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REQUIREMENTS BY C.C. $eo-13=123 
FOR EXITS 22 December 1983 


General Description of Project 


An existing strip plaza contained a two storey unit with 
basement which was tenanted by a Chiropractic Clinic on 
the first floor and basement. 


Reason for Application 


Sentence 3.4.1.1.(1) requires exit facilities from every 
floor area to be provided to a public thoroughfare or to 
a Suitable open space with access to a public thoroughfare. 


Applicant"s Position 


The existing basement use was changed from storage area 
Lo A-ray, faci lities,. staff.Auneh room, staff, and..pubilic 
washrooms, however the one exit leads through the lobby 
and waiting room. The entire building has been upgraded 
by installing smoke and heat detectors on first, second 
and basement floors also fire extinguishers in all areas. 


Q Building Official's Position 





The revised permit drawings provided a protection exit from 
the basement complying with 3.4.1.1.(1) for an exit and 
3.4.5.1.(1) separation of an exit by 3/4 hr. fire separation 
from the remainder of the building, however site construction 
does not reflect the approved permit drawings. 


Commission Ruling 


in £avour of the Building O8ficial 2 SLE aSubhe wecisson of 
the Building Code Commission that application #83-13-123 
in the matter regarding the Chiropractic Clinic does not 
meet the requirements of the Ontario Building Code. The 
approved permit drawings do reflect the intent of the Code. 


Reasons 


The code is quite specific in the matter of requirements for 
exits. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


e) ELEVATOR VESTIBULES Baca aes -ieei ey 
AND ATRIUM 2 February 198k 





General Description of Project 


A new multi storey twin tower office building to be constructed 
with one tower being approximately 24 storeys and one tower 
of 5 storeys interconnected with an atrium. 


Reason for Application 


penuencer 3 2c. 7.4(l )eor the OntariowBuilding Code (OvRee. 563/63) 
requires that in buildings containing an atrium, the elevators 
be protected by vestibules at the levels containing the atrium 
or at all levels above the atrium. 


Appisecant “s Position 


In lieu of providing vestibules for the elevators these floor 
areas will be separated from the atrium by tempered glass with 
close spaced sprinklers on the floor area side of the tempered 
glass and at the ceiling of the atrium. The smoke control 
systems for exhausting the atrium and pressurizing the elevator 
shaft will be tested to ensure smoke is not drawn into the 

©) elevators when the systems are in operation. 


BuiddinewvOrticialss*Position 


The Ontario Building Code does not permit alternate solutions 
to vestibules for elevators, however more detailed development 
of this proposal may better address the problem at a future 
hearing. 


Commission Ruling 


Instavour’orothe Bburldinge Officials slits sc etne jecisi0n of the 
Building Code Commission that application #83-14-124 does not 
adequately demonstrate conformance with O.B.C regulation 


563/60. 
Reasons 
The proposal to glaze the atrium in lieu of elevator vestibules 


does not demonstrate equivalence of the required one hour fire 
rated vestibule protection of the elevators. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





FASTENINGS ON Beene FOOT Lo keo 
EXIT DOOR 2 February 1984 


General Description of Project 


A new lobby and front entrance was proposed for an existing 
one storey office, showroom and plant area used for ware- 
housing and display of all types of hard and soft covered 
books. 


Reason for Application 


pentence 3.476.125. .15),0r the Ontario bulloing Coue, Revised 
Regulation of Ontario 87-1980 requires fastenings on required 
exit doors to be readily opened from inside without the use 
of keys. 


Applicant's Position 


The new front lobby egress doors have a thumb turn located 
in the bottom rail of these glass doors which is "readily 
opened" and requires no special knowledge in the use of 


2) such doors. 


Building -Orricial's Positron 


The front exit door leading from the lobby to the exterior 
is equipped with a thumb turn device located at the base 
Of tne door leat and thas present posit en cannot. be 
considered readily openable. 


Commission Ruling 


In favour of the Applicant. It is the decision of the 
Building Code Commission that application *#83-15-125 regard-— 
ing exit door locking device for the lobby meets the 
requirements of the Ontario Building Code. 


Reasons 


Sentence 3.4.9 .15.113) of the O-8.C.. does not specify any 
specific location. 
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This is a summary of the decision or authorization. 
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FASTENINGS ON Bee Gs FOO -LO=2beG 
EXIT DOOR 2 February 1984 


General Description «of Project 


An existing five storey office building made renovations to 
the second floor office which included new glass exit doors 
for the entrance of this office. 


Reason for Application 


pentence 3.4.9.15. (13) of the Ontario, Building Code; Revised 
Regulation of Ontario 87-1980 requires fastenings on required 
exit doors to be readily opened from inside without the use 
of keys. 


Applicant's Position 


This office suite has two exits, both of which connect to 

the buildings code-complying exit system, however, the main 
exit door is of tempered glass with a thumb turn lock located 
in the conventional method for these standard glass doors. 


BuLloaingvOLticial Ss POSsa tion 


The access to exit glass doors leading from the tenant 

occupied space to the public corridor and equipped with 
thumb turn latching device at the bottom of the door is 
not considered to be readily openable. 


Commission Ruling 


In favour of the Applicant. It is the decision of the 
Building Code Commission that application #83-16-126 
regarding exit door locking device for the lobby meets 
the requirements of the Ontario Building Code. 


Reasons 


Sentence, 3242.8.15..(13:). of the.0.B.€..does) not specify any 
specific location. 
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S BVC.C.at oss Le 
SPECIAL STRUCTURE 14 March 1984 





R 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


General Description of Project 


A proposed new twelve storey office building is to contain 
several atrium spaces varying between interconnecting 
ground floor and fourth floor, however, a clock tower will 
extend the fourth floor to an overall height, of) 96 m 

above grade and the observation deck will be located at 
the top of this tower. 


Reason for Application 


Article 3.2.9.2. requires interconnected floor spaces be of 
sufficient size to contain a cylinder of at least 9 m in 
diameter also the observation deck is required to have 

two exits as per Sentence 3.4.2.1.(2), while Sentence 
3.2.5.4.(28) and (29) require awater storage reservoir for 
the standpipe system when a building exceeds 84 m in height. 


Applicant's Position 


©) The purpose of the 9 m cylinder is to allow dilution of 
smoke but not to create a stack effect. While the space 
in question is about a metre short of the requirement, 
it is almost twice the area and would not create a stack 
effect. The observation deck is served by an elevator and 
one exit stair which are 2 hr fire separated and the entire 
clock tower structure will be of noncombustible construction, 
fully sprinklered and contain fire hoses. On the basis of 
the small area and construction of the Clock Tower it is 
proposed to measure the height of this building from grade 
to the ceiling level of the penthouse for the twelve storey 
portion. This would be 67.5 m which would not necessitate 
the use of a water storage reservoir on top of the Clock 
Tower. 


Building (Ofticiah'’s Position 


While the Code does not directly permit these matters it 
may be contended that this building is a special structure. 
Given the nature and areas of construction the proposal 
may meet the intent of the Code however, the Building 
Official cannot allow discretion. 


Commission Ruling 
In favour of the Applicant. It is the decision of the 


Building Code Commission that application #83-17-127 
sufficiently complies with the Code. 


CA ere 


Reasons 


The Commission considers the Clock Tower a special 
structure and the applicants’ proposals for protection 
against fire spread and the use of good fire protection 
engineering practice will allow the acceptance of one 
stair in the tower and the use of one water supply without 
a water’ reservoir. “The €ommission ‘also feelsrtne atria 
more than meet° the intent of the» Building Code. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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B.C.C. #83-18-128 


EXITS FROM FLOOR AREAS 14 March 1983 





cf 


2 / 
o, Ss ‘ 
oor 2 soe We, 
Generals Description .of Projesw te 





A newly constructed private 3 car garage with two side walls 
and the rear wall buried into the embankment contained 
only three rolling overhead garage doors. 


Reason for Application 


Article 9.9.7.6. requires an exit from the building and 
Article 9.9.6.9. requires an exit door to swing on a 
vertical axis. 


Applicant's Position 


There are no interior walls or partitions within the garage 
and the rolling overhead doors cannot be fitted with a man 
door and there is no wall space between such overhead doors 
however, the overhead doors are spring loaded to fully open 

© and a highly visible large lever handle clearly labelled 
with both "exit" and "pull" sign are permanently mounted on 
each door beside the lever handle. 


Bualding, Officials. Position 


Theresis mo discretion fora buvlding official to al low 
such a rolling overhead to be used as an exit door which 
is required to swing on a vertical axis. 


Commission Ruling 


In favour of the Applicant. The decision of the Building 
Code Commission is that application #83-18-128 sufficiently 
complies with the Code. 


Reasons 


The Building Code Commission has satisfied itself that due 
to the specific use and occupancy of the building the egress 
is adequate. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #84-1-67 
DY Ine 3 May 1984 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 5l 


AND IN THE MATTER OF the Applicant: 


Allied Corporation 
(Engineered Plastics Division) 
P.O BOX. 25322 

Morristown, N.J, U.S.A 

07960 


ON THE SUBJECT OF: 


Halar@® E-ctfe (#300, 500 & 901) fluoropolymer insulated 
jacketed power limited circuit cables in vertical and/or 
ceiling spaces used as plenums without conduit. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
conditions; 


le Where in the opinion of the COMMISSION negative 

experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice, 


2. The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
Manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


3. This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 


4, This AUTHORIZATION iS not transferable to any other 
party. If the APPLICANT makes any revision or 
change to the address or the materials, technique, 
design, system and/or use of the same shall auto- 
Matically be cause for termination, unless prior 
approval is granted for such revision or change 
by the COMMISSION. 


0 


aXe Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 
or the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION, 





AND SPECIFIC REQUIREMENTS: 


6. All cables tested to standard UL 910, with a peak 
obscurity density of not more than 1.0 and a maximum 
flame spread less than 10.0 feet, are considered 
equivalent to electrical conductors installed within 
metallic totally enclosed raceways. 


Nes Documentation Supporting the above criteria from a 
recognized agency shall be made available upon request 
by the Chief Building Official. 





DATED at Toronto this 3% day in the month of MAY in 
the year \484 for authorization , 
behalf of: Sea cdl anew 


BUILDING MATERIALS EVALUATION COMMISSION 








ROE 
Eldridge, Chairm 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


PUBLIC CORRIDOR B.C.C. #84-1-129 
SEPARATION 28 June 1984 


General Descripolon Of Pro ,ece 


A newly constructed eleven storey office building completed 
the base building however, a separate permit was taken out 
for va Sangle tenants on the fourth floor. 


Reason for Application 


OP BGC e342 ee (ye ocatest. ade oUD uC con 1dom senyaing 
more Ehan one tenant .." however, the. tlocr in squestion has 
only ia public’ lobby served by 42 single tenant - 


Applicant (s (Position 


The code States Spatial Separation between exit Stairs 
(Minwmun 30 be.) in a public cornider which nas the walle 
CxXLended = become ao eosiab sat Snould mOt-mMateer Ur scene 
corridor Serves only a single’ tenant So long as the corridor 
VS accessible end Used (oy Ehe public atvany time, 


Bur tding vOnprucial is Position 


A COrcrldor is ‘no Synonymous with lobby and the code requires 
a public ‘corridor to serve more thantone tenant.’ The gravity 
smoke exaust system Of this building is througm the lobby 
however, 126 the walls are constructed trom slab torelab a 
duct should be extended into the tenant floor area. 


Commiss2ton Ruling 


in fevoul OfVEne Appl icenG Ene OUD ler Ccorritdormns Looby) 
shall be separated fromthe foureh stloor excay by @ursre 
separat»on jand astrancster -qriuile wich sre dampermsha bia be 
installed, an thescorrmidor wallleco the: tenant area. 


Reason 
By definieion tiie; dobby asta publica conrider and che 


transfer grill with fune damper wall maintain separation and 
smoke control. 
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AUTHORIZATION #84-2-68 


BY JH5 3 May 1984 
BUILDING MATERIALS EVALUATION COMMISSION 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51] 


AND IN THE MATTER OF the Applicant: 


James A. Ryder Manufacturing Limited 
241 Arvin Avenue 

Stoney Sreek, Ontario 

LE ERZLS 


ON THE SUBJECT OF: 


Model SC-liner a stainless steel liner for masonry 
chimney. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter subject to the following terms 
and conditions: 


ie Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
Written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to 
the effective date of the termination as set out in 
the written notice. 


ae The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any other party or parties and does not in any 
Manner warrant Or guarantee the correctness and/or 
the successful performance of the subject matter. 


ce This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be used expressly or impliedly as an endorsement of 
any product, material, technique or design which is 
described herein. 


4, This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or 
change to the address or the materials, technique, 
design, system and/or use of the same shall auto- 
matically be cause for termination, unless prior 
approval is granted for such revision or change 
by the COMMISSION. 


2/... 


EOE, 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 

of the Building Code. Where applicable any change 

in the Act, Regulation or Code provisions shall be 
grounds for re-evaluation by the COMMISSION. 





AND SPECIFIC REQUIREMENTS: 


This authori zat?one bs 41 Mec cameO ON taGl oe buULlarng 
Code, Part 9 buildings where a building permit is 
required and where the existing masonry chimney 1s 
in a good state of repair and where suhest uew is stor 
the use of “soliedr ives, 


James A. Ryder shall enclose a copy of manufacturer's 
recommendations with each on site installation 
complete with company name, address and telephone 
number and this shall be left with the building 
occupant, 


The stainless steel SC-liner shall extend not 

more than 152 mm (6in) above the top of the masonry 

chimney and be attached to a stainless steel raincap 

and chimney flashing with sloping top and formed 

drip edges extending to minimum of 100 mm (4in) 

below the top of the masonry chimney which shall be 

securely attached to the masonry chimney and this 

whole assembly shall be sealed against the weather. & 





This authorization has been evaluated by the COMMISSION 
onrehes basa seofeithierU she Pa ves Chun lO0S6ahkehbnuanve29’ 1984, 
guide: #60) 13.17, which requires the’ U.L<¢ label or 
lysted=marking ons Ene: product for adentification under 
the Listing and. Follow-Up Service. 


Since at the present time there iS no available 
"Standard", this authorization determined that the 
model SC-liner stainless steel did withstand the 
requirements of "ULC-S629-M1981 standard for 650°C 
Factory Built Chimneys", however, when the appropriate 
"Standard" is published James A. Ryder shall have 
SC-liner retested tomthate"Standard”™ atuwhich time 
this authorization shall be required to be amended, 


DATED at Toronto this 3°" day in the month of May in 


the year SA for authorization # 84-'2-4Q on 
behadut oio.£ = 





BUILDING MATERIALS EVALUATION commiss(® 
: =A) 


q ae 
( snes AE ete 
Chairman 


8) epee eta iWote late 
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This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





ad KIOSKS IN B.C.C. #84-2-130 
COVERED MALL 28 June 1984 


General sDescr 1 pe Lon On PLodect 


An existing two storey shopping mall has two small kiosks 
located under the escalators and a very large planter between 
the escalators and Kiosks. 


Reason LOr Apo lacacion 


O02 BC. Clause 2 sa oa) Gia) Paces =a ant te On ae GCOup LOL 
kiosks not to exceed 46 m2 in area where the horizontal 
separation between buildings exceeds 13.5 m. 


Appliacants Posi tion 


The existing area between the two escalators consists of a 
planter of shrubs, boulders sand fave 30 foot high) palm trees 
along Ween Ene@existing, two KLosks,;sall Of which block off 
all means of egress within the perimeter of that area. None 
of the adjacent mall corridors would be reduced or affect the 
existing egress pattern however, the proposed kiosk would be 
26m2 area Varger for the group Of kiosks. While the existing 

) two kiosks are of combustible construction the proposed kiosk 
would be non-combustible and all three kiosks would be fully 
sprinklered. 


Bul lol neg Obie las eo Ocinr non 

The area of this proposed kiosk combined with the existing 
two KLOSKS exceeds the maximum allowed by code for a Group oF 
kiosks. 

Commission Ruling 

In favour of the Applicant. The proposed new kiosk adding to 
the area of the existing two kiosks area meets the intent of 
Phe .couc. 

Reason 

The proposed kiosk will not affect the existing egress 


pattern in the Mall and life safety conditions are increased 
by sprinklering of all three Kiosks. 
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AUTHORIZATION #84-3-69 
BY THE 5 Sept. 1984 


BUILDING MATERIALS EVALUATION COMMISSION 





This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


3 


IN THE MATTER OF Sectraon .o(4)(b) cof the Building Code Act, 
ReVISeO nS cdLULes, OL (Ontario, .900, Chaprer So 


AND IN THE MATTER OF the Applicant: 


Self-Powered Lighting Inc. 
8 Westchester Plaza 
BimsSrordy Ny. \b0OS23 


U.S. 8 


Giese ee nee 

bY "Connell? Court 
TOL Olleo., Orca l no 
M8Z LE? 


ON THE SUBJECT OFT: 


9 seli LUMINOUS "exLt sign, BVBRGHO model #7 0A seh wie 
LeuvLers Om Led Wacky uouna: 


THE “COMMISOLTON HEREBY AUTHORIZES to tne abpivecant the wse of 
the “arorementroned Matter subject oe the Tollowing terme and 
Gondi biaons: 


Le Where in the opinion of the COMMISSION negative 
Experience imdicatees iat thes eit horiza- ton Sold be 
amended and/or te@rminated, the COMMISSION may by 
Written Notice, TO the spp lveant or Ehe-acent at. ine 
apove address, wvthidraw the auenorizarion and no 
further installations shalt “be made subsequent, to the 
Slieclive date of Lhe termination. as ser out an che 
written “tetrce: 


Ze The COMMISSION does not assume or undertake to 
discnarge “any, Vespons Dll ty. OF “the applicant to any 
other “party Or parties and does not im any manner 
Warrant Or “Gugrantee ene correctness “ana/or the 
Successtul performance “Cr ene subject smarter. 


Si This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however, it is not to he 
used expressly or impliedly as an endorsement of any 

ee] product, material, technique or design which is 
described herein. 


4. This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be @& 
cause for termination, unless prior approval is granted 
for such revision or change by the COMMISSION. 





oe Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulationvor Code, provisions ishallsbeggrounds, ror 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Gi. This AUTHORIZATION is only valid when the applicant 
and/or his agent complies with the Atomic Energy 
Control Board Radioistope Licence Number 5-8584-85(Rev 
2) and any future renewals of same. Copies of this 
BOM. E.C AUTHORIZATION and thnesabove Ash .C.B. licence 
shall accompany each sign or group of signs to any one 
building: 


qe This AUTHORIZATION may be used for all new or existing 
buildings for which a building permit is required. 

8. This EVERGLO sign is exempted from the requirement of @ 
the Ontario Building Code that requires connection to 
an electrical circuit separate from other electrical 
Circuits and illumination by emergency power supply 
where required, also letter colouring. 


oh Installation and maintenance shall also comply with the 
manufacturer's instructions and a copy shall be 
Supplied with each sign or group of Signs to any one 
building. The sign and bracket shall be securely 
anchored. tosthe, structure sOtuthicsbuiding with 
tamper-resistant mounting hardware. 


10s Bachesvgne shal le be cep lacedanomlaven a han. 2 years. from 
date of manufacture, however, the manufacturer and/or 
his agent shall by written registered letter at least 6 
months prior to that expiry date notify each sign 
recipient and thesGhnieferirre Ort cialmorerhe 
municipality regarding the expiry date, replacement and 
disposal of each Sign. 


CW TICE 





Jl. The manufacturer and/or his agent shall ensure that 
each sign is clearly and durably labelled with 
radiation warning and U.L. listing as evidence to the 
nature, activity, expiry date, manufacturer's date, 
serial number, manufacturer and agents name and 
address, and in addition the expiry date shall be 
either embossed, hot stamped, engraved, molded or 
Similar method by which the expiry date becomes an 
integral part.or this EVERGLO sign. Such labelling 
shall be mounted on the bottom outside frame of each 
Sign where it will be clearly visible after 
installation, Of “such siqn-. 


-+n ’ 
DATED at TOroOnto this > “day in the month of Seplanber in 
the year \Q@@4 for authorization # B4-3-GQ on 
behalt Ore 


BUILDING MATERIALS EVALUATION COMMISSION 











ee Building Code C issi a 
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f and Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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SAFETY REQUIREMENTS | ae Rare ENE a) Sar Nagel ef 
ss WITHIN FLOOR AREAS 21 August 1984 


General Descr i petoneor Protec. 


A Spray paint shop for finishing automobile wheels is 
proposed 10r installation in an existing one storey 
INGUS Ur let outlcineg.  —Viie buieoinay ts cone tructed of 
masonry block walls, steel beams and a flat tar/gravel 
rool, Classified as an F3 occupancy. 


Reason for Application 


OSB eC.) 32S ye ln) Can ee ee eines: Ena (every (OLoceas 
room where hazardous substances are used shall be separated 
ELOM tie! remainder or View bul idiiig. oy cee nr bare 
Separation, Unless the room a6 protected by a Suitable 

fire extinguishing system. 


App lveant “Ss Position 


Ine presente building contaims Srancdope and £.7re) alerm 
Syotem;, NOwevVer, tere 15 1O provisoon £Or alpwet Sprinkier 
system. There are cwo Spray booths whach are totally 
enclosed In Sree) “comstructed Cabiness Gomplete with fully 

& SUTOMAtLG Paste SObay GoOnore., 4 BwLOmeric coo fire 
extinguishing system, automatic fail safe, manual overide 
Switches, and standby emergency units are integrally built 
into the spray booths and drying equipment. 


pullding Ort love ls Position 


The. instal bervou Green automatic Gop Tare ex eingursh ing 
SYVSCCW thew ina ims ne oie sCn std S pall, COsS. DOr 
Conform co Ene Ontario Busicing Code wareh requires such 
aréas to be fire Separated and sprinkilered. However, 

we are in sympathy with the applicant, based on fire tests 
using both wet and co? fire entinguishing systems. 


Commission Ruling 


im favour yor Hhe App licans. Having Neard bouh sides: of 
this dispute with regard to life safety, detection, 
containment and suppression as paramount factors, the 
Applicant has demonseraced sulbiiciency of compliance with 
the code. 


Reasons 


The proposed fixed co2 system with connected reserve 
a provides a suitable extinguishing system. 











Ministry 
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a CANCELLATION OF APPLICATION B.M.E.C. #84-4-70 
“= ene aa 27 May 1985 


AND IN THE MATTER OF Application by: 


Mr. Denis Walsh 

Drug, rrading (Co. aytcd.. 
ES Ontario Street 
Toronto, (‘Ontario 

M5A 2T9 


AND AGENT: 


Mr. Leszek Muniak 

Rolf Jensen & Associates Ltd. 
597 Don Mills Road 

Don" MrTls ,“Ontar io 

M3AG*1V2 


SHALL BE CANCELLED AS FOLLOWS: 


The submcommittee has investigated this application, the 
Commission has requested additional information at meeting and 
with letter via the Agent. No additional information has been 
received by the Commission to date, therefore we cannot proceed 
with any further investigation and this matter is now cancelled. 


REASON: 


Policy/procedure of the Commission is to cancel applications that 
have ‘been in a "HOLD” position, such as waiting on additional 
information from an Application/Agent for a period of six months. 
This cancellation and “a covering letter ‘attached herewith has 
been ‘set to! 'che™applaicant™s"Agent by tTegastered maul 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry Pa 
G7 of Building Code Commission 
; Housing Building Materials Evaluation Commission U ; Nn GQ oS 
Ontario 
SRI ES SA TL ES NR ESET NSS SEIS EDGE LOST BLDG SAIS URE T OE EEE EL A BBG GEST EeeSIola 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #84-7-73 
BY THE 16 October 1985 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised: Statutes ofsOntario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Ford Glass Limited 
101 Richmond St. West 
Torontoys Ontario 

M5H 1V9 


ON? THE (SUBJECTN OF: 


Film reinforced back materials for framed mirrored glass, 
sliding or folding, wardrobe reach-in clothes closet doors, 
as an alternative to hardboard, plywood or particleboard. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
condittsons: 


#) = Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
sabsequentetomthe’ effects verdatel of thertermanations aseset 
out in the written notice. 


2 The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
MaAeLer . 


3 This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


2f ao 


- 2- 


ay Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where t 
applicable any change in the Act, Regulation or Code | 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. The applicable standard for this AUTHORIZATION shall be the 
CAN 2-826-M85 "Mirrored Glass, Sliding or Folding, Wardrobe 
Doors. 


7. Labelling of each mirror, shall also indicate conformance to 
the applicable standard number, title, MACtac MP 20 adhesive, 
M6000 film and ten year warranty on the mirror andi backing. 


8. Installation of the film backing shall conform Logehe 
manufacturers published installation instructions and 
recommendations as submitted to the COMMISSION to date of 
this AUTHORIZATION to provide a proper bond at lamination. 
There shall be no exposure of adhesive to surface 
contaminates on the glass. 





9. The manufacturer’ shall’ record’ testings involving» aging» ofithe 
adhesive and backing to determine and correct if degradation 
OcCCuULs. 

DATED at Toronto this /1G7 day in the month of OcToher in 

the year /9€S§ for authorization # 94-/7- 77 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry o 
KZ of Building Code Commission 
Housing Building Materials Evaluation Commission U : Nn S 
Ontario 
aco. oe Paes 


This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





<a AUTHORIZATION #84-8-74 


BY THE 16 October 1985 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATIER OF section. 16 (4) (b) of the Bua ldingsCode «Act, 
Revised Statutes of Ontario, 1960, chapter ol 


AND IN THE MATTER OF the Applicant: 


Pedvcan-Spruce— Mas hs Ltd: 
1150 wa alba Street 
Edmonton, Alberta 

T5M 3N8 


ON THE SUBJECT OF: 


Sturdi - Wood (oriented strand board) as an equivalent to 
plywood or waferboard in certain circumstances. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
condi t10ns: 


oe) le Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


ae The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Mmabcers 


3 This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


oP ae 


- 2- 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Gy, 


The applicable standards for this AUTHORIZATION shall be the 
CAN 3-0437.0-M85 Waferboard and Strandboard and the CAN 
3-0437.1-M85 Testing Methods for Waferboard and Strandboard. 


Sturdi - Wood may be used for fire stopping, subflooring, 
roof sheathing and wall sheathing, when it has a minimum 
thickness as shown in the appropriate Ontario Building Code 
Article or Table for minimum plywood thickness. 


Sturdi - Wood may be used for siding, interior finish and 
underlay when it conforms the appropriate Ontario Building 
Code article for minimum waferboard thickness. 


DATED at Toronto this eee in the month of October in 


the year /194&5 for authorization # §Y4- §-7Y on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 
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This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


re FASTENINGS ON EXIT DOORS B.G.Ce to4-4—132 
AND HOLD OPEN DEVICES 21 August 1984 


General Description oL Pro ,eer 


A newly constructed complex of two nine storey office 
buildings, with above grade parking garage is inter- 
connected by a below grade tunnel and corridor system. 


Reason LOL Appl ication 


The proposed exiting system as described in Subsection 
3.4.8.15.(3) cedarding the fastenings on exit doors to 
“be readily opened from “the inside ..." contradicts 
aANOUNeY pare. OF ihe code, “ia 3 Ware? C0) whiten “sneaks. 'or 
"hold open devices us On CxXLL* COOLS and access Lo: Exit 
doors 


Applicant's Position 


THuMD Curns iare hocated on, the bDoctom Fall of sine glass 
Gxit doors from the tenanik area, Inctocthe main lobby of 
the office building. Thais 126 the mormal Mocation when 
using glass doors. The doors may be “readily opened ..." 
in accordance with the O28.C. The hold open devices are 
de proposed for the doors of the mechanical rooms which open 
into the @€xise Corridors in the basement cf the office 
op leOUle slat aio as 


Experience has shown that these doors are often held open 
by. VanLous devices mot allowed by the bualding ‘code, an 
order that service and delivery personnel have wide open 
@CCeESs 5 Chius Creating cl uncon erOlbed snazard. “wht 1s 
deemed Tnerelore,, tiacs tne anstallvaruon or hold open 
devices wired to the fire alarm system will create a 
Safer condition. 


Building, Oriel Ss Poca eron 


In considering the use of thumb turns, the location must 
be accessible to all persons, adult, children and the 
physically handicapped alike. 


These locks An the boteom mail ware nor acceptable, as 
being “readily opened". Hold open devices are not 
permitted in exit shatts, however, sentence 3.1.6.7.(5) 

of O.Reg. 583/83 permits these devices on exit doors in 
buildings up to three storeys in building height, whereas, 
this building is greater than’ three storeys. 


Od ies 


Commission Ruling 


In favour of the Applicant. The code does not specify 

any specific location for locking devices such as thumb 
turns “in Uagoottom rail of fa glass doors, The hold open 
devices connected to the fire alarm system will not endanger 
lives, however, they will reduce the opportunity for persons 
to use wood wedges and screwdrivers. 


Reasons 


The integrity of the system proposed, namely electro-magnetic 
hardware connected to the fire alarm system and activated by 
both smoke and heat detectors has been proven by past 
experience to be adequately effective. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 


AUTHORIZATION #84-5-71 
|e a SS 13 December 1984 


BUILDING MATERIALS EVALUATION COMMISSION 


[IN THE MATTER OF section to (4) 9b) cr the Buridine Code Act, 
Revised Shatutes of Ontario, 1980, Chapter ol 


AND EN TSHESMATTER OF the Applicant. 


Jeka Dakpannen B.V. 
Postbus 3054 

SUS 0eAbelecelen 
Hol band 


AGENT : 


Greartebakes Brick) Gecotlone. Lami ted 
PreOaey DOx. le Zo0 

602 Grand Avenue, bast 

Chatham, Ontario 

N7M 5R9 


ON sd Be Usd Ge 


Jekag lay wor antl Cs skOOr tile system used. on 
priehea Tootseorppaalding structures, 


THE COMMISSION MEREBY AUTHORIZES to the-applicant the use 
of the aforementioned matter subject to the <tollowine terns 
and conditions: 


i Where In @he opimirom of Lhe COMMISSION neat ive 
experience ind veates stihat thas authorrzacior should 
be amended/or terminated, the COMMISSION may by 
Written Notice to the applicant or the.acent at the 
above address, withdraw the authorization and no 
further installations shali. be. made,subsequent. to 
the. ctiecrive date Ome the ptcimanatvonaas. Sef -out in 
Liter Cm not. 


De The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any Ober Darty OF parties and does- mot in any 
manner warrant or guarantee the correctness and/or 
the successful performance of the subject matter. 


ee) 
ss 


a This AUTHORIZATION may be mentioned in 
promotional and/or advertising material, however 
it is not to be used expressly or impliedly as an 
endorsement of any product, material, technique 
or design which 1s described herein. 


4. This AUTHORIZATION is not transferable to any 
other party. If the APPLICANT makes any revision 
or change to the address or the materials, 
technique, design, system and/or use of the same 
shall automatically be cause for termination, 
unless prior approval is granted for such 
revision or change by the COMMISSION. 


ai Construction and installation shall be sth @! 
conformance to all applicable governing 
legislation except that compliance with the terms 
and conditions described herein shall be deemed 
not be a contravention of the Building Code. 
Where applicable any change 1n the Act, 
Regulation or Code provisions shall be grounds 
for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


GNC) AL aspects On chen oneal LO Buitding Coder Part 9 
or Part 4 as applicable shall be complied with 
for new and existing roof support framing, 
rafters, trusses, sheathing, underlay and 
flashings, as designed to the recommendations of 
the manufacturer and his agent. 





(2)For Part 9 buildings where Ontario Building Code 
design tables are used the roof design load shall 
pe increased by 0.5 KN/m (10 lbs/sq.ft.) to 
allow for the weight of the roof tiles. 


vee For existing roofs the structural adequacy Die cire 
roof framing and the supporting walls shall be 
certified by a Professional Engineer registered 
in’ the Province of Ontario. 


Bes Construction of this clay tile roof system as 
noted above shall comply with the published 
literature of Jeka Dakpannen bv and Great Lakes 
Brick & Stone Limited as submitted with the 
application and entitled "Report to Building Code 
Evaluation Commission" for the use of Jeka Clay 
Roofing Tiles, by Thames Valley Engineering Inc- 
Professional Engineers, Project 84-44, dated 
October 1984. 





DATED at Turonto this\3" day in the month of PeCENBER in 
Cme “Year (W464 For authorvza ca § 

S : 10n # g4- S-> 
behalf of: praia. iv 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry of 
, MunlGspelAneies Bullding Code Commission 


and Housing Building Materials Evaluation Commission 





Ontario 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 


COMBUSTIBLE ELEMENTS IN By Cee, Ahn eas 
NONCOMBUSTIBLE CONSTRUCTION on AUGUST 2984 


General Descripr on OL Projyecr 

A landscaped garden atmosphere and patio are proposed to 
be. constructed on the root ofa newly conscructed e7x 
storey office building. 


Reason for Appoiication 





Proposed limited use of combustible elements on roof of 
noncombustible bur iding. iRererente, O2P. C297 S 7” oa. sae, 
Bog igi ee ete cla) were see ene eee th onus 


App lUCant 5 #rOst1 On 


The wood screen which encloses the cooling tower does not 
LOriaipair Of tnereradd ung Peo et Nne soUmebo aig 05 ele Ow mr 
anvyuaway Sevucuuralliv auracheqd) co sie DulrlLOing Nom foes iE 
atiect the: fire provect iON iiipeority. eS nests On ene 

root, Of the: buriding «serving aoa snelter snc soroy Teun 

an. aesthetic atmosphere. For the Same reasons the concrece 
planter boxes have wood screens to assist plant growth. 

The Nature of ine olantinig <andeloCacion Ge “Ene. Screeni- 
Serves No danger to the Wamitea Usage OF Unis Toor pacie. 


SyeP Le cilgleg fOpe c wvlolalenl Wis) (toe meses) 


Tie Untent Of the eode As LO Lie weieuSse Of Combustible 
CONS ELUGETON Gir Enie hype (or Vou cance ere ee 
planter Screen is constructed in a manner that will 
faciiitate climbing thereby creating Aa. Cangerous Situation. 


Commission Ruling 


In favour volt the wWopliicanmi = Tors waviteular roor op 
cooling tower wooden enclosure and the wooden landscape 
system adequately demonstrate conformance with the Code. 


Reasons 


The Applicant *s proposal is acceptable when all wooden 
members of the cooling tower enclosure and the wooden 
landscape system will be treated with fire-retardant 
SOLMELOn: 


Ontario 


Ministry of a 
wi . ission 
Municipal Affairs Building Code Commiss 
and Housing Building Materials Evaluation Commission 
Des Seti oa) 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


) AUTHORIZATION #84-6-72 
# BY THE 13 December 1984 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTEREOF Seetion 2 4(4)4 (byeot the Building Coder Act, 
tev useds Statutes. of Ontario, 1980, Chapters] 


AND IN TH: MATTORR OP athe Applicant: 


Datei i shit Como ratwvon 
4] ele A-O9 ds Re wr ckiinomd 
Booms Duden Pans ay aS 


AGEND = 


Ler VES aoa ines 
1424 tlymus Blvd. 
old te 8 

Dorval, Quebec 
OP a 


ON OE Se ie a i 


>) self luminous exit sign, Isolite €m)catalog no. 2040 
with legend only in red. {standard 1: 


THE COMMISSTON HEREBY AUTHORIZES to the applicant the use 
of the aforementioned matter SsubjeCCE Colthe followine terms 
and Cond 1e pons: 


te Where in’ the epinion Of the COMMISSION negative 
experience indicates that this authorization should 
be amended and/or terminated, the COMMISSION may by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further Install aticone cian ieshe anade subsequent to 
tne Oll@ctive Gate of the termination as Set out in 
the written notice. 


tae The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to 
any OUNeY party. or parties: and does NOE atv tany 
manner warrant Or guarantee the COPLCSTNCSS “and/or 
the successful performance of the subject matter, 


a This AUTHORTZATION may be mentioned in promotional 
and/or advertising material, however it is not to 
be Used Cxpressiy or impliedly as an endorsement of 

Q any product, material, technique or design which is 
described herein. 


Tha s AUTHOR EAT TON 1S) ire transferable to any other 
party. If the APPLICANT makes any revision or 
Change Go the addmess or the materials, tecinique, 
desion, system and/or use of the same shall auto- 
matically be CaAuSe LOL termination, (Mes sep tl OsG 
approval 15 granted for: such’ Trevis von or change 

by the COMMISSION. 


Construction, ana ansual bata omeshalle pe: tn. Conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention 

of thes busidine Gode> Where applicable any change 

In tnewket ee Reouba tI On on ECode wD TOurs 1 Ol sasia bieibe 
prounds for re-evaluation by the COMMISSION: 


AND so PUGTEIC REOUTLREMENT S: 


6. 


Tis SADT HOR LANE IONG ws onlvavalid gwhenet he.applaicant 
and/or his agent complics with the Atomic Energy 
Control Board Radioistope Licence Number 4-8785-86 
and any future renewals of same. Copies of this 
B.M.E.C. AUTHORIZATION and the above A.E.C.B. 
licence shall accompany each sign or group of signs 
COnanyeone  budlcdaneo.. 


This AUTHORIZATION may be used for all new or Cis tang, 
buildings for which a building permit is required. 


This Sl SOUILTE sien “iis, exempted from the requirement 
Oiethe Ontantoe “Bi wld ine Codeat hat LrequLres connecta on 
to an clectrical cicuit separate from other electrical 
ClTCUulGSarnnd a lumiunation by emergency power supply 
where required, also letter Co rouringe. 


Installation and maintenance shall also comply with 

Man TAG tren specie tions anor aUCOhi es cire lum iios 
exit sign and a copy shall be supplied with each 

Sign or group of signs to any one building. The 

Sign and bracket shall be securely anchored to the 
structure of the building with tamper-resistant 
mounting hardware. 


Each sign shall be replaced no later than 12 years 
from date of manufacture however, the manufacturer 
and/or his agent shall by written registered letter 
at least 6 months prior to that expiry date notify 
SACK esi ey Tecipient rand the (Chiree (BinekOthicial ac 
Bhey Mancina laity, Tegarding othe expiry date, replace- 
ment and disposal of each sign. 











iI tes 


The manufacturer and/or his agent shall ensure that 

Gach sien “1s clearly and dirably labelled with radiation 
warning and U-i. Visting as evidence to the nature, 
activity, expiry date, manufacturer's date, serial 
number, manufacturer and agents name and address, and in 
addition the expiry date shall be either embossed, hot 
stamped, envraved, molded or similar method by which 

the expiry date becomes. am integral ppart, of this, LOOLETE 
exit sign. Such labelling shall be mounted on the bottom 
outside frame of each Sign where it will be clearly 
ViusiD le ager installa t ron: sie nist on. 


-pD at Toronto this 4S day in the month of pécenner in 


iqGA for authorization # g@4.c4. 72 On 


BUILDING MATERIALS EVALUATION COMMISSION 











Ministry of 
Ky Municipal Affairs Building Code Commission 
and Housing 


; Building Materials Evaluation Commission 
Ontario 
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oF TAT 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


BPIRE PROTECTION B.C.C., #04=-6-134 
OF SEX LES 28 August 1984 


General Vescriplion Of Project 


An existing three storey office building with basement has a 
retail tenant Oh the first fioor, who, proposes to extend 
the retail shop to include part of the basement area. 


Reason for Application 


Artroles 9S j9. 4.974. anc o. 9-822. would not Slow am Uhenclosed 
Stair to serve aS an exit trom the basement area since this 
building is more than two storeys in height. 


Applicant’ s¥ Position 


Although this is only a three storey building plus basement, 
the building is completely sprinklered and all floor areas 
have two required exits, except the proposed basement area 
which has one required exit plus the proposed open unenclosed 
stair. 


Ade@Guare= precautions, Such as those’ required in Subsection 
322.90, Mezzanines and openings through floor assemblies, 
»y have been incorporated as smoke baffles and close spaced 

sprinkler heads at the basement ceiling around this stair 
opening. Tt 1s mendarory Go keep this Cpen stair as an 
entrance ©O the Dasement to attract Customers. 


Bud lading OP e al SPO aon 


Since this butiding Vs more than Lwo seoreys in hervognt, 
floor is more than 150 square metres and the proposed 

area is a basement, the code does not allow the use of 
the unenclosed Stair wiehout a 3/4 hr fare separation. 


Commission Ruling 


In favour of the Applicant. The proposed open stair 
Conforms Wath the antent anc demonstrates surticient 
Compliance with tne +O, Bee. 


Reasons 


The installation of a fully integrated smoke and fire 
alarm system in the entire building consisting of three 
floors and the basement. The existing sprinkler system 
shail conrorm tG@ N.f.Pos. 137.1802 ana 2 smoke baffle with 
close spaced sprinklers shall be installed at the basement 
a ceiling around the proposed stair opening. 











Ontario 


Ministry of 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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STAIR TREADS B.C.C.#84-7-135 
AND RISERS 2-Octeper 1954 


General Description of Project 


A designated heritage building was extensively renovated 
to .retlect the original «cons Eructi1on= ob sane year ldoz,- vie 
building is three storeys plus useable attic and basement 
space. JThevtvest floor 1s varrelalloucler and the upver 
floors are offices and aparcments. 


Reason for Application 


The -Lrise/run,cCatio and riser height of the newly replaced 
wood Stair, do mot comply to the requirements Of -O.8 Cc. 
Side Oc Ol) vend a2). 


Applicant “s-Positi0n 


DAffvculeies experlenceds in, retrorvering, an existing 
bidding ~and *COnSterartnes Obs thevex1 sting (Scructune Mave 
been overwhelming. However the product of rise and run 
of the new wood exit stair is not between 70 and 75 as 
requs.red: under 3-428. 9 C1 )i(@)> and the bolLvom riser varies 
by 8/4eanch. ~inegenerel the Stair risers and ereads “are 
uniform except for these few minor variations made 
necessary to fit the existing conditions. 


Bui dingsOl ri ciel Gapocmeron 

The drawings approved for, the building permit were detailed 
correctly. However on-site changes have brought to light 
these infractions. of the. Code as) nequired 4173. 4.5-9.. 
Commission Ruling 

Tn favourvol=the Applicantem Je sethe cecisi on sof, Ene 
Commission that this matter shows =sutticiency of compliance 
withthe Ontario Building Code: 

Reasons 

Based on an on-Site visit the Commission has satisfied 


itselt that ‘the, stetts os. Constructed doe not detract L£r5om 
lhe Sa tery. 


= 
Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 
Peay st Ve wT es) 











Ministry of i 
, Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 


Ontario 
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BATTS. FOR BwC Cs Fo4¢eer-i36 
COVERED MALLS 30 October 1984 





This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


General Descripcion Of Projece 


An existing two storey shopping centre constructed in the 
shape of a square, the centre of this square is a large 
Exterior space... The building as on a sloping site such that 
there is direct access to grade at both levels. 


Reason for Application 


O.BwCs Anbicle 3.4.2.4 .,. two problems arise.’ "One is that 
travel distance in the centre of the building will exceed the 
required limits and the second is that the entire population 
Of parts of the buLllding must exit via what are considered to 
be covered malls. 


Applicant's, Position 


The proposed renovations to thvs buiiding will involve 
covering the large exterior space in the centre and expanding 
the ground and second floor space into this opening thereby 
increasing the floor areas. The entire building will be 
® subdivided into zones by 3 ft. deep smoke baffles each having 
smoke exhaust systems wired to the fire detection system. The 
zone reservoir formed by these smoke baffles would confine 
smoke vo that zone. ror. a period of time sufiicient for 


evacuation Of the zones) Close. spaced» Sprinklers will be 
provided in each zone at the smoke baffles, these will assist 
in limiting smoke movement by providing a water curtain. As 


well, the adjacent zones will be pressurized to assist in 
limiting smoke movement and provide make up air for that being 


exhausted. A timed exit study shows that the occupants should 
be able to leave aizone 1m approximately ione minute upon 
reacting to the alarm. In this regard, emergency voice 


communication is also provided to assist in evacuation. 

Bua ldaing OLeicral te yPosie ion 

The alternative fire protection measures proposed may well 
achieve the level of safety required by the Code, however, the 
same Code Goes not allow discretion by ther Building Ofticral. 
Commission Ruling 

Tn taveuruo® tie Apolacame ool tw setnendecisioneof the 


Building Code Commission that the Applicant has shown 
sufficiency of compliance. 


) Reasons 


The proposed measures in the applicant's report will provide 
an adeguate degree of life safety. 











Ministry 
G3 of Building Code Commission 
Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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AUTHORIZATION #84-9-75 


BY THE 21 May 1985 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 5l 


AND IN THE MATTER OF the Applicant: 


Engineered Air 
75> Twinney Cres. 
Newmarket, Ontario 
E3Y5V7 


ON THE SUBJECT OF: 


Kitchen exhaust and filtration system with or without heat 
reclaim unit for supply return air make up to kitchen area 
only. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
eondrtions: 


ies Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the? written notice: 


on The COMMISSION does not assume or undertake to discharge any 
responsibility ofthe applicant to any Other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Macter. 


ore This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however 4t-2715 not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


vf Sige 


- 2- 


Construction, and installation shall “be in conformance, to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


> 


SPECIFIC REQUIREMENTS: 


AND 


LO 


i ol 


DATED at Toronto thisa)s! day in the month of MH qf in © 


The kitchen exhaust duct beyond the fire damper located on 
the exhaust side of the filtered unit may be installed in 
accordance with the Ontario Building Code 6.2.3. when, 1t 
passes directly to atmosphere and not through any fire 
separation. 


Installation and maintenance shall comply with the 
application dated 24 February 1985, and proposal as submitted 
by. the-.applicant titled,. "Specifications, for Application for 
Authorization to Manufacture and Install. Heat Reclaim Systems 
for Kitchen Ventilation", dated 5 February 1985 which. include 
drawings #1 to #6 inclusive. 


The tempered supply return air duct system shall be installed 

in accordance with the Ontario Building Code Subsection 

6.2.3. and discharge only to the kitchen area. There shail 

bea fire» damper,4nsthas.~supplyaireturn; air duct. at. the 

reclaim unit. e 


Where a heat reclaim unit is used with gas fired kitchen 
cooking equipment, the heat reclaim unit shall have separate 
air stream for exhaust to, outside of the building and the 
make up air system to only the kitchen area. 


This. authorization does not include. any gas,on,ligquid,fired 
make up air units, any such units may be separately approved 
by .bne Fuelss Sarerty Branch. 


Except as noted above the entire system shall conform to NFPA 
96-0950" 





the year I9765 for authorization # ¢4¥- 7-75 on 
bena kt sore: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry of bd 
T, Municipal Affairs Building Code Commission 
and Housing Building Materials Evaluation Commission 
Ontario 





This is a summary of the decision or authorization. 
Further Information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


ADDITIONAL REQUIREMENTS BJC.Ce FO4=-9-137 
FOR HIGH RISE BUILDINGS 30 October 159582 


General, Description On. Provec: 


A proposed 12 storey buil@ing of Unusual configuration 
contains three classifications namely, Group C for the 
condominiums, Group A-2 for community services and Group E 
for the retail area. 


Reason —20OnM Bop leat en 


As the building is over 18 meters but under 36 meters and 
the “mayor occupancy 26 “Group CC, the additional 
requirements for hugh Frise puvidings Subsection 352.6. have 
béen applied by the Building Official in Opopos@ttaocn. £0 the 
ArChreecr, 


App Erecant Ts Prosteron 


Tne —portronm ot “Ehis Subsection dealing with smoke contro] 
in stairways does not apply to this building as noted in 
362.6.2.(10). ° There are seven independent exit stairs 
servicing the upper floors, three are shared Exit stairs 
Serving the residential portion end community space. Three 
other exit stairs serve exclusively the community space and 


> the last one exclusively remains for the residential 


portion. Because each stair is fire separated there should 
be no need for the additional expensive pressurizing o: the 
three snared “exit Sstamre. 

BULLding Official 6 tosrcron 

Proposed building contains an assembly, retail, garage and 
residential occupancies however, shared exit stairs must be 
pressurized or the Dburlding muse De fully Ssporinklered: 
There 1S no guarantee on maintaining fire separations 
during or after construction and no guarantee on the use of 
the community service and assembly areas. Sentence 
Seeebad. (1), Bete ror On OCCU ane Ol ati o tw oho DU imo Vand 
not “to MIixeC se Of he bul laing witch, is noe a taeeoras, 
part Or tne residereial poroven,. 


Commission Ruling 


in favour or ene Pu vommgwOritcral . st tomele cdeciaion of 
the Building Code Commission that the Applicant's proposal 
does not meet the requirement of the Code. 


Reasons 


Oo The definition or mayor occupancy specifically relates. tsa 
Subsidiary occupancies which are an integral part of the 
principal oceupancy and this building does not fit this 
Net pris ton, 


Ministry 
YT, of Building Code Commission 
Housing 


, Building Materials Evaluation Commission 
Ontario 
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AUTHORIZATION #84-10-76 


) BY THE 16 October 1985 
BUILDING MATERIALS EVALUATION COMMISSION 





re 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Redirack Industries Limited 
114 Clayson Road 

Weston, Ontario 

M9M 2H3 


ON THE SUBIECT OF 


A self contained structural shelf and rack storage facility 
within a building, having one or more solid intermediate 
deck or walkway levels for personnel access. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
condi ELons: 


@ 1. Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and :no-further installations shall, be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


Dre The COMMISSION does not assume or undertake to discharge any 
responsibility, of, ;the -apphicant sto .any,.other party. ,or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
matter. 


ae This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


oe oe 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Go (byte) 
(b) 
te} 

C2-)Car) 
(b) 

@3;) 

(4) 


Deck level shall be a continuous horizontal 
construction membrane through the entire shelf rack 
fachirty; and 


Walkway level shall be the horizontal construction 
membrane between the solid shelving installed on the 
Same plane, and 


Level area means the greatest horizontal area of the 
she Fe rand “rack “storage -facl-Prey . 


Deck or walkway levels shall -be constructed “of ‘solid 
closed surface steel planking or, 


Steel roof decking with minimum 16 mm (5/8 in.) maximum 
19 mm (3/4 in.) thick tongue and groove solid wood®or 
plywood. 


The structural design of the entire shelf and rack 
storage facility support system including posts, beams, 
decks’, ‘walkways, “connections, “and -therr ‘supports’ ‘such 
as “concrete “silabs’;, ‘separate’ foundations or ‘similar 
shall be in accordance with Ontario Building Code Part 
4 requirements. 


Detailed drawings for each installation shall be 
Stamped by a member of the Association of Professional 
Engineérs*of "Ontario “certs fying 'conformrcry “wrth -thrs 
authorization. These drawings shall also detail an 
appropriate sign to indicate the maximum permissible 
design loads for cach rack storage system and such sign 
shall be “permanently “frxed tothe bul tding interior “and 
displayed in a prominent unobstructed viewing position. 
These” drawings “shall *be-submrtted “for a”™burlrding"™permit 
in the usual way. 


aye 


An approved wet pipe sprinkler system shall be designed and 
instabbed forthe! entire sheltiieand:racks storage: facility 
including the top level and shall be in conformance with 

NeF «PwA.)- 1331983) and NeFi Peas 231C-1980 or the appropriate 
NePs Pi Aliases bandard, for the. mosmpsevereyinazard thataat is 
exposed too. Sprinklers are not required where only Class l 
commodities as defined in the following paragraph 8.(2) are 
Stored. 


8. (1) (ade Thesentave, chele andjuacks storage dimension shall be 


limited to Table 8.A. based on the type of commodity 
stored as defined in paragraph 8, (2), (3), (4) and 
(S\eeesExcerptcsot Nib. ben eee C0 are Oullined: 11 
the attached appendix dated 20 October 1983. 


(pb) Ao ftateewal leas. defineds im the: Ontario Building Code 
Regulatuon, 583/63, may divide the confining building 
into two or more separate buildings, wherein, one of 
the following classes may be assigned to each of the 
separate buildings. 


(2) Class I commodities are non-combustible products, as 


defined antN.e ae AS 2610-19507 on 


(3) Class Lil, 1B jlcandseccommodities. ore combustible 


products, acsudetined Her uN ts Dia. 2/1 —9'8 Oi) sO 


(4) Class SS commodities are special hazard products not 


Covered= in paragrapm 6. (2), (8) or (oy, 


(5) Aerosol products composed of greater than 55%, non-water 


miscible flammable products including lubricants; paints 
Oul-=based janti—perspirantcs, furniture polish, dnsecticouvdes 
and automotive products, are to be stored only: 


(a) *~On=the- ground-floor of the-racking—system, and 
(ob) En a designed area separated) by, 
(ea) a-vertical J-hr. -f2re) separation; or 
feted) a vertical chairn link fencing not lighter 


than 9 ga. steel wire made into a 50 mm (2 
in-) diamond mesh, Jdocated-not—Less than 
2.5 m (Sht.) from allrother storage where 
the adjacent storage is more hazardous than 
Class--LV~-commed: uy; “or 


(471) a method acceptable to the chief Fire 
Officiel, and 


are 


(c) In the designated area protected by an in-rack ( 
sprinkler system. The sprinkler demand shall be a 
minimum of *9."L/s 330° gun. im. e¢Us Se) discharge per 


head* with? 74°C (165°F)* heads’ or dessund shall -bel2.5 m 
(8 ft.) apart maximum. This design shall be further 
based on the operation of the hydraulically most 


remote; 
C5) S sprinklers Yh one evel. or 
Cra) 6 sprinklers on each level if only two 
levels, or 
(ili)! 6 esprinklers=onweach or tne top three 
fevels i three or more levels, 
(d) Single row racks shall require only the tnrack 


Sprinklers, whereas, double row racks shall require 
Sprinklers in longi tudinal <@ltieuacgtwolleidciton face 
Sprinklers which shall be staggered on Opposite sides 
OEsracks - 


PAB UE Oma 
Forming Part of Paragraph 8 


Shelf and Rack Storage Facility C 


Commodi ty Maximum Height Q 


Classes Spe fi [ee Seavey lee ee iaeaearen aed. 











Grass 1 6 ZO unlimited] unlimited 
ii? 40 207070 286,000 | 
18 60 3 73:80 
Classe li smuic. 6 20 96.000 
and IV 12 40 48,000 
18 60 24000 
Class SS 6 20 Shee 
de 40 18,000 
18 60 2 000 


NOTE: Q: The maximum height shall be from the floor supporting 
the shelf and rack system to the COPMOSt portion of 
the racking system. 


(2: The maximum area is the sum total of all Fevels of the € 
Shelf and rack system as well as the floor. 


See 


Nes 


Os. 


Tae. 


eZee 


ioe 


14. 


A plain legible sign or signs, with contrasting letters and 
titled "NOTICE", shall describe the above Class and 
requirements for each shelf and rack storage facility. This 
Sign or signs shall be permanently mounted, at or near the 
main water supply for the sprinkler system and shall be 
maintained at all times. For Class 1 commodities this 
"NOTICE" shall be permanently mounted, at or near the main 
entrance? to) thas sheils vandPmacke storage’ facality: 


(1) Exits shall be separated from the rack storage facilities 


with fire separations, having a fire resistance rating 
conforming? to Subsect ron- Sek 4a boore thetOntario- Building 
Code; “and 


(2) the exit stair shafts shall conform to all requirements 


for exits. as stated. an Section: 3.4°oP the> Ontario 
Building Code; and 


(3)°P no fewer than’! 2Vexits' are'required from’ each deck or 


walkway level, except where there are not more than two 
levels above the building floor, and the level area does 
not exceed 139 m2 (1500 sq. ft.), two means of egress 
shall be required without the requirements of fire 
separation for exit, and 


(4) any opening in a deck for egress, convenience stairs, 


ramps or chutes, shalilibe protected by smoke’ baffles and 
close spaced sprinklers as per paragraph 7 of this 
authora ZaGvon’. 


THe? maximum~travel™@distance- to”exits ‘shall not exceed 46 m 


(150° fe.) and Hosa" remextinguisner Shali“notrexceed 23. m 
(7 or ate). 
(1) Where a shelf and rack storage facility contains two or 


more deck or walkway levels and where each level is 
greater’ than 239% m29(2, 500° sq.9ft.)§ a®smoke’ detection 
system shall be installed on the underside of each deck 
level on which a walkway or aisle is located, and 


(2) the number of system smoke detectors installed shall be 


Im accorgance to CAN4-S524-M)9682. 


The clear “aisle wrdth “shall not be Tess than’ 760 mm °C30 
inches) . 


Thre shelt Sand Pack storage Tacrlity ws not ‘permitted in F-1 
occupancy as defined in the Ontario Building Code. 


SP tie 


Lee 


Ge 


db 


The shel feand rackistoragesfaciin ties) shaltabesgmsedsoniy for 
storage and not for manufacturing, production, wrapping or 
assembly. 


The shelf and rack storage facilities shall be accessible to 
employees only and shall be designated, signed and posted as 
a "NO SMOKING" area conforming to Subsection 2.4.3 of the 
Ontario, Prre code. 


(1) 


In buiddaing.areas*> containing shelf. and.rack; storage 
faca la Hiespexceedangads 64 5am-4nM507,000esq.— Gianmiand except 
for storage of Class 1 commodities “as definedenam 
paragraph 8 of this document, manually operated smoke 
veninsashald be anstadledtans accordance. with! iN. FeiPeaA.) 204, 
Sectaon) 230, and 


The smoke vent eopeningeshaliebe Nota ess. tiangee 2am. bY 
1i6-m \(4ette5o by 6. ft.) andy Ehey openingsa shall. besa ocated 
not more thana2s mvs £t.))\, from, any exterionpwardd and 
not more than 464m, (2507 f£t.)5 from teachsa other. 


A standpipe and hose system shall be installed in 
accordance, with Article 32a. 4totre they Ontarmionsud | ding 
Codes wheres tne Shetteandwrachwesteragestaciility sheignt. lis 
more thanisaievelssanciunding £).oorm levele orsi4 mag 45) £t. ) 
inaheights 


Where a standpipe and hose system is required, 63.5 mm 
(2-172 in.) diameter hose connections Shall be provided, 
except that! 38h. mmis(l—1y 2ei1nej whosesconnectaonsware 
permitted, inithe shelf, andpracky storage facilities which; 


Gay nether exceed iG levels sincludindgsencm io 
(Db) eaedo anotmexceed Bay lopma ( 40);,.00 0conm tte inethe sum 


totalsof alljdevelsgof thetishel¢ and)rackzstorage 
Praca asy4 


faint 


APPENDIX 


RE: AUTHORIZATION Redirack Industries B.M.E.C. #84-10-76 
L6 Octeber~1985 


Commodity Classifications: 


The following guide for commodity classification applies 
specifically to rack storage and is not related to any other 
method of ‘classification of ematenrialbs. 


Class I commodity is defined as essentially non-combustible 
product son’ wood ‘pallets,. or an, ordinary corrugated cartons, with 
or without single thickness dividers or in ordinary paper 
wrappings, all on wood pallets. Such products may have a 
negligible .amoune.of ~pvastiac-thimp,«such.-aSeknobs. on«handhes. 


Examples of Class Isproducts «gre: 


Metal Wroductsi«, Metal desks ewiath, 0 Lastic .tops.and—trim,; 
electrical coils, electrical devices in their metal enclosures, 
pots and pans, electsical_motors, <iny,cellobatteries ~.-metal pots 
and pans, electrical motors, dry cell batteries, metal parts, 
empty cans, stoves, washers, .dryers and metal cabinets. 


Glass Products. Glass bottles, empty or filled with 
non-cembustible liquids), «mierEoKs,. 


Foods. Foods in non-combustible containers; frozen foods; meat, 
fresh fruvts. and vegetables: in non=plastic trays or containers; 
daisy products” im-nonwax=coated paper containers ; .beer tor .wine,.up 
to 20> percent valcohol,/-in metal, ,cesamiuc or Lass containers: 


Others.) O11l-fulved and other types rot tdistEibutbron-transfoumers, 
cement in bags, electrical insulators, gypsum board, inert 
pigments, dry insecticides. 


Class Ii commodity 21s defined as Class I products in slatted 
wooden crates, solid wooden boxes, multiple thickness paperboard 
cartons, or equivalent combustible packaging material on wood 
pallets. 


Examp Les -of ~Class Lb -products, ancwesshinl] y.-coated fine pwiuressuch 
as radi-0o.con Irewinpe son =neelsi ome eCait ons. 4 .iticandes cen .0r 
fiuorescent lYont “badlbs* beer or? wine up to 20 percent alcohol in 
wood COnbainers; enc"“cless EL products, af in small” cartons or 
small packages*pleaced in° ordinary corrugated cartons. 


Class, Il LINcemmodity ws, defined, as wooed, Dapes, matunalL fiber 
cloth, or (products thereot +on wood) pabhbets 4. Preducts, may 
contain a limited amount of plastics. Wood dressers with plastic 
drawer guides, handles, and trim are examples of a commodity with 
limited amountoofs plastic: 


7 


Examples of Class III products are: 


Paper Products. Books, magazines, newspapers, stationery, 
plastic coated paper food containers, paper or cardboard games, 
tissue products, rolled paper on side or steel banded on end, and 
regenerated cellulosices (celtophane)-. 


Leather Products." Shoes /*j7aekets;, *gloves, tand "luggage 


Wood Products. Doors, windows, door and window frames, 
combustible fiberboard, wood cabinets, furniture and other wood 
products. 


Textiles. Natural fiber upholstered non-plastic furniature, wood 
or metal *furniture with plastie padded and covered arm rests; 
mattresses without expanded plastic or rubber, absorbent cotton 
in, cartons, Natural fiber wand viscose VYariwenread and sO LOducts > 
and natural fiber clothing or textrre produces: 


Others. Tobacco products in paperboard cartons, non-flammable 
liquids such as soaps, detergent and bleaches, and non-flammable 
pharmaceuticals in plastic containers; combustible foods or 
cereal products, and non-negative producing film packs in sealed 
metal foil wrappers in paperboard packages. 


Class IVecommodity rs «defined im Clasavil pl feand/orerrt DEOdUCctsS ‘es 
containing an appreciable amount of plastics in a paperboard 

Carton or Class 17) 11 sand/or Ibi products with plastic packaging 

in “paperboard cartons ‘on “wood pallets. 


Examples of Class IV products are small appliances, typewriters 
and cameras with plastic parts, plastic backed tapes and 
synthetic fabrics or clothing. — An example of packing material is 
a metal product in a foamed plastic cocoon ina corrugated 
Carton. 


Class IV commodity also includes: 


Textiless” Synthetic thread and yarn except wv rscose » “and 
non-VEscose’ synthetic Vlabrics tor ‘elothing: 


Others. Telephones, vinyl) floor tildle, wood or metal frame 
upholstered furniture or mattresses with plastic =covering “and/or 
padding, and plastic padded metal dashboards or metal bumpers. 


t 
DATED at Toronto this ]@ b aae in the month of @e tober in 
the'-year®] 9 oS? “for “authorization py y= 10-7G on 
behalf “of: e 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry of i 
, Municipal Affairs Building Code Commission 
and Housing Bullding Materials Evaluation Commission : 


Ontario 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


ROOM AND SPACE B.C.C. #84-10-138 
DIMENSIONS 6 November 1984 


General Description of Project 


This is a proposed new mixed-use Commercial/Senior Citizens 
Housing project.” Four cowers to be burlt onto a common 
podium, two of which are four storey while the remaining 
two will be seven storey in height. 


Reason for Application 


Article 326.1.2. and 9.5.1.6. makes reference to areas, and 
dimensions of rooms and spaces to be adequate for their 
intended use, the proposed dwelling units have combined 
dining/kitchen space which does not comply with the O.B.C. 


ApOLVeanw S Posie on 


The rooms tdentitied as bedrooms will largely be used as 
bed=-sitting rooms, which, should be considered as combined 
bed/living rooms, as well, the Kitchen 1s a combined 
dining/kitchen space which has a provision for built in 
furniture namely, a combined unit enclosing stove, fridge 
and sink. Also the heated enclosed balconies should be 
considered as part of the’ living area. 


Builoing Oriicialy os orostiion 


The comoinea KitGhen/dining area Nas. the largest space 
deficiencies however, some of the other areas may make up 
OVeta Ub wOomo linea bola. hv. NOtea iar Lhe rencal 
agreement contains use of the commercial dining room and 
kitchen, online magn —vOoOr. The sbumkaing official does mou 
have the discretion to allow these dwelling units to be 
CONStruCEea,. 


Commission Ruling 


In favour of the Applicant. The proposal shows sufficiency 
ef compliance provided chac: 


(a) The minimum floor area in each dwelling unit, 
inclusive of balcony area, satisfies the sum of 
the minimum areas defined in Subsections 
ese feo ee TO Ce Sot Ate CL 6 6 Ota 


(b) Each dwelling unit shall have no dimension less 
than 3 m, except for the heated enclosed 
balcony. 

REASON 


The dwelling unit 2s adequate for the intended use. 


VW 


Ontario 


Ministry 
of 
Housing Building Materials Evaluation Commission 


Building Code Commission 





Rulings 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #84-11-77 


BY THE 16 October 1985 
BUILDING MATERIALS EVALUATION COMMISSION 


LN THE: MATTER OF. Section lS (4 )i(b) (of thetBual ding Code “Act, 


Reyaised «Statutes of tOntaricys 1980. Chapter 51 


AND IN THE MATTER OF the Applicant: 


Dow Chemical Canada Inc. 
30S Orlando Drive 
Mississauga, Ontario 
L4V 1L6 


ON THE SUBJECT OF: 


Styrofoam brand Foundation Coating, which is a latex 
modified, fibre reinforced, portland cement parging applied 
to the Styrofoam SM brand insulation, used on exterior 
basement walls. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
COondrer1ons : 


i 


Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no turther Installations shall be’ made 
subsequent to the effective date of the termination as set 
out in “the written notice. 


The COMMISSION does not assume or undertake to discharge any 
responsibility Of slice applicantero ahy- Ocher ppanty "or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Maceeiws. 


This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the, COMMESSTION. 


cs eee 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be, a,.contravention, ofthe. Bualdang.Code..... Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS 


OG 


Shs 


Installation and materials of Styrofoam SM brand insulation 
and Styrofoam brand Foundation Coating =shallsbee) 
accordance with the published instruction of Dow Chemical as 
submitted to the COMMISSION to date Of -Ehis authorization. 


Maximum Coating coverage height above grade shall not exceed 
200 mm (4"-0") and a minimum of 305 mm (l"=02)) belowsqrade. 
Expansion joints in the Coating shall be placed over those 
required to ebescenstructed sinnthe.walloandmesita blenotuesceed a 
coverage area of 14 m2 (150 SU pines be ele ecOaking eshasse OnLy 
be app lied.abovess0C- (400 itor alminimumpore4oohn. curing. 


the Chieft Building Official may request each anstaldation to 
une lude thesflollowrmog.veuut ioataenapEecedune: 


in) a visual examination of the whole area when the 
Styrofoam SM brand insulation is in place. 


(ale ncoecheck mechanical anchoring .on StyLroroamucM, brand 
insulation, and 


(b) to check minimum 3 mm (1/8" thick spacers in place 
Or -removed.ier screeding, application, ,and 


(c) a determination of the quality of material used by 
COounE OL he on Site containers. mandgascomparison 
Of Lite quantiucry ween ethat Cequiredatonethe, area 
COVEred aoslOredu Ln tiem nsurucrtlOnSmon atic =labe ls 
regarding.the amounts of application, and 


(d) the ‘obliteration-of the Vabels on the empey or to 
bewused’ containers tby Chewbouitidanguottcua |. 


All installation literature by Dow Chemical shall include the 
above method of installation. 


DATED ale loronto sthis Ve eee in the month of October oR y: 


the year Qiks Lor authorization BSY-J/-7T7 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


- 


Ministry of 
? Municipal Affairs Building Code Commission 
and Housing 


. Building Materials Evaluati 
Ontario g valuation Commission 








i : 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


SELF-SERVICE BytaGer feeo EL 
STORAGE BUILDINGS 6 November 1984 


General Description o1 Proyece 


A proposed one storey self service storage building iS tO. De 
constructed of concrete block walls and wood trusses with 
root decking. ‘This building wild voevuseduwas 2 Mini storage 
warehouse, having numerous overhead doors in the exterior 
walls to facilitate individual persons for access from the 
exvierior Only tO Eneir Genie! ~anea- 


Reason for Application 


Sentence 3.9.2.7.(2) requires two washrooms, each containing 
a water closet and a lavatory, these shall be provided 
within one of the buildings on the property. Plumbing 
facilities were not provided and the building permit was not 
issued. 


Applicant's Positron 
Ties provosec: DULG scape ace hi Te 7 O.Our existing self 


storage business, which, iS approximately a half mile down 
the road and contains the rental office and has all the 


required plumbing facilities. The new storage building is 
not normally occupied and each customer provides their own 
lock and key to their storage rental area. Further, there 


is no water or sewer services for a quarter of a mile within 
fh ss OL Oper ty « 


Bualding Obpicia ho. Poole bom 


Sentence 3.9.2-7-0) States “except, aS provided 1n sentence 
(2), the requirements in Subsection, 3.6.4. “shall apoLy af ene 
Sentence (2) requires “fEwo washrooms <.. within one of the 
buildings onthe preperiy 2 


There is no authority in the Code for the Building Official 
to vary from the foregoing, vequirements. 


Commission Ruling 


in Pavoureor sehes spp ltcant, — logs wie decision Of the 
Commission regarding this mini self-storage building ‘that 
there is sufficiency of compliance provided that the 
installation meets the requirements of Sentence 3.6.4.1.(2). 


Reason 
Plumbing facilities need not be provided in a ba hding whitch 


ig not normally occupied by persons and where installations 
are impractical. 


Ministry & 
of Bullding Code Commission 
Housing Building Materials Evaluation Commission UU : NM S 
Ontario 
TTD 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





AUTHORIZATION #84-12-78 
BY THE 21 May 1985 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Rotussinterhational, Corp, 

s372)9 Olds Conejo: Road 
Newbury..Park,, California,,. U.S.A. 
D132 0 


AGENT: 


Rutherford. Controls Ltd. 
425 “Bishop: Street 
Cambridge, Ontario 

N1IR 6J9 


ON, THEY SUBIECT, OF: 


Series 8000 Electro Magnetic Locking Devices for exit and 
access, to: exit. doors: 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
cOonareLons: 


eS Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


eae The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
matter... 


cn This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


Lif ain 


- 


This—AU-THORCZATLONS Sot Clas ceo LaDuemuOmabyOener party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless’ prior approval is Granced tor such Levision, on change 
by the COMMISSION. 


Construction and installation shawl ber wnconcormancestoO.ai 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


On 


Ue 


Ths sauthor1zation asenot applicaeblewro a Grouper wry sion | 
occupancy . 


This authorization shall be used only within those buildings 

for which all Electro Magnetic Locking devices and components 

can be operated by the building fire alarm system, and shall 
have:ca continually monitored centraieconero me Ulrcerwit cil 16S @ 
manned, by “supervisory staff!” (see para. 9(c)) at all times 

the building is occupied. Provision shall be made such that 

all these devices can be de-energized simultaneously at this 
Cenerale contro. Uniti. 





The complete system of Electro Magnetic Locking Devices shall 
be installed and approved in conformance to CAN 4-S524-M82 
and maintained in conformance to Ontario Regulation 730/81, 
FILrencode, ocecCcloOn O..5 . 


All Electro Magnetic Locking Devices shall be de-energized 
immediately allowing the doors to be opened on, 


Ca) ther acruatron OL tier ith tial stage oretne sm re alarm 
3h) gah Bi =) 1a e 8 


(b) the actuation? of arr automatic t41re "detection or 
extinguishing system if one is present, and 


(c) the manual interpretation of the Electro Magnetic 
circurey by “supervisory statt™ as raemined 1m Ontario 
Regqulatvon 7350/61, 'Fire= Code, ‘and 


(d)- »the lossvet.electrical power controlling ther locking 
device or any fault in the installation. ca 


EVE CISA 





10. A fire alarm system manual!pull station shall be located on 
the wall at the latch side of the door and within 600 mm (2 
ft.) of each door or group of doors allowing free egress and 
which is equipped with these devices. 

IIe “ATegi ble srqmpewiem 2aimn Cel ai. ahi ghabye2o mmais/74e2in.) 
wide and 5 mm (1/4 in.) stroke lettering, shall be 
permanently mounted and maintained at all times on each door 
equipped with these devices. Such signs shall be mounted at 
i..4>mm- (4.bt.>6 in.) from. finished floor -bo- the botrcom of 
such ’sign tandtshall State: 

EMERGENCY EXIT 
UNLOCKED BY FIRE ALARM 
OR. BY SHCURTTY SYSTEM 

12. IbiWiminationstosan averageblevel tof ratyieastalO0ekxy (10 Et. 
candles) shall be provided by emergency electrical power 
supp bhymifornchne scentna PeconGre! sunita cin para. 7 -and each pull) 
Station an para. 40 and cach sagi an eae. Ll. 

DATED AT Toronto this Deo aay in the month of ue in 


theltyveari ih? SS) wforsauthorizatdon 4 BY-/2-7¢E on 
behalinot: 


BUILDING MATERIALS EVALUATION COMMISSION 








Ministry 
FT, of Building Code Commission 


“Housing Building Materials Evaluation Commission 
Ontario 








fq 
Gg Dare Ha: 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 


AMENDED AMENDED 
AUTHORIZATION #84-12-78 
BY THE 7 November 
BUILDING MATERIALS EVALUATION COMMISSION 1986 


1 Ne TAE MATIBER Or “Sects-onnd oid) (by) of rie seul ding Code Act, 
Revised Statutes of Ontario, 1980," Chapter. 51 


AND IN THE MATTER OF the Applicant: 


ROfu International Corp: 
2725 Old Conejo Road 
Newbury Park, California 
Une oA ce 93 20 


AGENT: 
Rutherrora- Controls 
1425 Bishop Street 
Cambridge, Ontario 


NIR 6J39 


ONGTHESS USC RET Or: 


= Rofu 8000) series, Blectromagnetic™aecking devices for 


installation on an - exit or access to exit doors) 
or - emergency access to floor areas. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned "matter subject’ to the following terms and 
conditions: 


ee Where in the opinion of the COMMISSION negative experience 
yndlcares *that*thts author: zation- snould be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice, 


aie The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant<to any, other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
maerer.: 


3s This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 

Ee) technique or design which is described herein. 


4, This AUTHORIZATION Vs not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of C 
the same shall automatically be cause for termination unless 
prior approval is granted for «such revision or change 
by the COMMISSION. 


Construction: and. installation, shall. be. in conformancestovall 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


(nN 
e 


AND SPECIFIC REQUIREMENTS: 


On This complete system of Electromagnetic locking devices 
shall be installed and approved in conformance to 
CAN 4-S524-M82 and maintained in conformance to Ontario 
Reguilatron 730/781) Fire Code, Sectionumo.3 mexceptaag noted 
in the Building Code or stated nerewn, 


ce Card identifiers and/or microprocessors with or without 
time delay to a maximum; of 15 seconds may be used in 
addition to this ancillary device of electromagnetic locking 
device provided that: 


(a) the required sign and lettering have the added words... 
OR KEEP PUSHING DOOR UNLOCKS IN 15 SECONDS 


sie This electromagnetic locking device may be installed on 
emergency access to floor areas from exit stairs, provided 
that conformance to the Code and this Authorization are 
met from the exit.-Staixr-side of the access to the floor 
area, as well as from the floor area side of the exit to 
the stair. 


“ Ve Sea, 
DATED» + Toronto. thes oy day in the month of in 


the year S86 for authorization # 84-12-78 on 
behalt of 





BUILDING MATERIALS EVALUATION COMMISSION 


Ministry of 
Ky Municipal Affairs Building Code Commission 


and Housing Building Materials Evaluation Commission 





Ontario 


gS 





ry 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


) 


CONSTRUCTION RELATIVE B.C. Ce. #64—1L2=140 
TO OCCUPANCY _ 4 December 1984 





General Description.of Project 


it Pep rOpesed Lovoonvert, mi-exi6bi1nG four storey mi 11 
building into a resort inn, the exterior walls and a firewall 
inside the building gre constructed of Gtone, however, the 
columns, beams and flooring are of heavy timber. 


Reason L£Or Apt icarion 


Sentence facseu2Z7. (2) bine /O.Bwe. requires a buoziding for 
this use to be of non-combustible construction. Part Eleven 
does, NOt apply to Hotels as noted in, Sentence 2.1:1/9e(3). 


Applicant’ S.~Position 


TO, consider the many hinre/lite. safety trade offs which are 
incorporated in the proposed renovations which more than 
compensate for the non-combustibilaty requirement of the 
O@RBsCs Only an very small «areas Such as the lobby and dining 
room will there be any exposed wood beams and columns, this 
if tO Maintain the coumtry inn atmosphere. However, we will 
@ bMeCOrporate total sprinkler, fire cetection, new code 

. complying exits and shorter distance of travel. The existing 
wood timbers are approximately twenty-five percent over 
d6si.gnyfioretais .cecupancy. 


Puriding Oftverial sy Poste ron 

TAC CKEra PLOVISLONS Of Serinclers cladding of “and/or 
protection of timber members, reduced travel distance, exits 
and fire department’ eccess Meoure>s around the building, will 
provide the occupants of —Ehe bua lding with a reasonable 
degree Of LES Saget 2 laanOumne Lin ny au ener: ype 
approve this proposal, 


Commisston Rulang 
In favour of the Appizecanc. ik gS Ehe decision of Ehe 


Commission that the proposal conforms with. the intent and 
Gemonstraces Ssutficacnie compel ance with the ©2.8.C. 


Reasons 

The Applicant proposes to install @ sprinkler syvstem for the 
entire building, apply fire retardant coating on all exposed 
wood areas, pressurize new staircases and all new additions 


=) to comply with O28 eC. 








Ontario 


Ministry of 


id 
Municipal Affairs Building Code Commission 
and Housing Bullding Materials Evaluation Commission 





9S 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


STATR, TREADS B.C.C. #84-13-141 
AND RISERS 4 December 1984 


General Description of Project 


A newly constructed eleven storey apartment building used 
poured in place concrete stairs for two required exits the 
Pull? Neigh of the bua bang. 


Reason for Application 


Ciause 2.4.5 oe) (e).On. tie, ONntarior eur loaig Code.as 
amended “£O O-.Reg. 720/61, requires the product of rise and 
FUN in anehes “oube nol 1655 than. 7/0 and moe more than 75, 
NOWeVers “une Mew Sterns did NOL CoOMmp.y tO ens Chanse. 


Applicant Ss Positron 


Due EO ai Crror in Gabricating the formwork sor che 
CONCrele Nextt stairs, tne average, product Ol Rise ang run 
18 6/4 Iicness “Bssentralliy all stair treads sand x*isers ave 
Put UmLrorm. “he 1s readily seen thac the stairs are 
built safe and are easily manageable for both ascent and 
descent. 


BUSLOInNg Ont Ec al = Poster on 


The drawings approved for the building permit were detailed 
correctly, Nowever anon Site error resulted in an average 
PISe/MUn Wacol woos — un ile (Or cme requiveaufue tm 25" 
WhitCl. Goes NOwrcomusy ta ene sO. Pit 4 


Commission Ruling 


in) favour Of the Agpilicank. it as the cecirsion of the 
Building Code Commission, that this matter conforms with the 
invent, and demonstrates curt toi1ent. compirance with O.B.C: 
regulation. 


Reasons 
the Commission members visited the building site and 


safisfied themselves, that the stairs as constructed do not 
atiect Jife satety requirenents of the O.b.c. 





Ministry of By 
?, Municipal Affairs Building Code Commission 
# and Housing Building Materials Evaluation Commission 
Ontario 
PeSeery 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





SPATIAL SEPARATION B.C. 2 64=174=i1402 
AND LIMITING DISTANCE 11 December 1984 





General Descriulrong or Project 





A proposed new sixteen storey office building is to be 
constructed with zero clearance to an existing designated 
historical Dour store, bulidiig ewnier by the same person 
and on the same property. However, the owner wishes to 
sever the property thereby putting each building on two 
separate properties at a later date. 


Reason for Application 


Cee err! Be Mee ea OF he DSB iC Ss does) not allow windows, on 
that side of the mew building which faces the existing 
Dui Pding {due tio Aacio or Spatial Separation. 


App Lucent’ sinOn me Don 


The owner Gre. 4qwi Ming hm cewade tort, Bie alr origics above 

the existing bultding to allow windows in the new building. 
@ Further, exceeding code requirements sprinklers will be 
installed in both» buildings, pelats an tke existing Durildings, 
fire Standpipes, fire alarm system and detection system, 
also one hour Hire separation from Tloor to floor ang two 
hour fire separation ae the root tevel shall be imstaltied. 
Electriowmneating will Weersnetalved thei ee ier vet no) olin 
and the chimney will be deleted. 


Building OPivcrsa) Sos yen 

The code does not allow unprotected (window) openings in 
the exposing new bualding face overlooking the existing 
building." However, “theraddtt1 onal fives provection, Of 
both busldings 15 commendable Dur toes nor cGcororm to 
code requirements. 


Commission Ruling 


In favour of the Applicant. The decis ton of tine BoC oC. 
that the proposal shows sufficiency of compliance provided 
that both parties, the applicant and bua lding off eral. 
take eppropriate action. on @ mutually agreed upon method 
to register onl the tatle covering both properties, so 
present and future owners be made aware of the following 
limitations and requirements which allow the new building 
to have unprotected openings above and overlook the 

@ existing Dulicing- 


Cy gaerer 


Commission Ruling cont. 


The new building 1s of non— 
combustible construction. 

The new building is fully sprinklered 
and equipped with standpipes complying 
Web he tiemcode: 

The existing building shall have 

a new Looe withwar2 HOumm re 
resistance ating: andaproeecced 
membrane. 

The chimney of the existing building 
shall be removed and capped, and 

the heating system shall not require 
ene use of avchimney oT vent. 
Mievex1 sting oud boinogsiia hibe 

fully sprinklered and equipped 

with a fire detection system, 

all an accordanceswimam the code; 

THer ex 1sting DUumlamgmor any turure 
buLtding on The@sste wot atic 
existing: bunlddng7 slo ba Wolmexcced 
the hnermght or areason schewpresenre 
bua Daag - 

There shall be no, dwelding units 

in the existing burlding. 


& 





Govemme: 
Publicatior 


S 


Ontario 





Ministry of mm 
st ; ission 
Municipal Affairs Building Code Commissio 
and Housing Building Materials Evaluation Commission 
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SPATIAL SEPARATION as | Bests Medetse 728 
AND LIMITING DISTANCE JUL2 25 11 December 1984 
—————— i rreroa*£_ 

\e 

\G, 


; F P 2. ah tp, 
General Description of PLOJOCE Soy, WD 
Ll LL. LY OSs 


An existing two storey house is 4'3" from the property line 
adjacent to a public park which is on Bie Lakerront, 


Reason tor Application 
ee ee 


Ine O;B.C. Subsection 9.10.15. lame The <amount oF 
unprotected (windows) openings in the exposing building face, 


Applicant's) Positron 
Se eee 


Since the exposing building face of the house is adjacent to 
a public park with no buligdings and bordering on a public 
lake, there should be no reason not to install windows 
Overlooking the park and lake. 


Building Official" s Position 
ee ee ee eee teen 


Lamitang distance and percentage of unprotected openings in 
an @xposing building face is defined in the code. and the 
inspection department cannot permit the extra windows 
proposed by the owner. 


Commission Ruling 
ee eee 


in, favour Of ele Apolicenmr ss ite ene GECiSVoOn Or. Ene 
Commission that the proposal show SurtICiency “of compliance 
to the code, provided that the applicant and building 
official take appropriate action on a mutually agreed upon 
method to register on the title cOvering both properties so 
that present and future owners be made aware of the following 
conditions which will allow the eer Mig building co have 
unprotected openings adjacent to the park area. 


1. Should a building or structure be erected on the present 
park land immediately to the side of the house and then 
all Pequirements “of —heo.e.c. regarding openings on the 
exposing building face must be complied with. 


Reasons 
The Commision sees no life safety problems at this time but 


the above Condition wil) provide for lare safety PrOLection 
in the future should conditions Change. 
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KIOSKS IN A COVERED MALL B.C.C.#84-16-144 
iicalantiiiaitaiameame nici 14 February 1985 


General Description of Project 


Several linear connected kiosks were proposed in an existing covered 


shopping mall that was constructed as separate buildings connected by a 
TOOL: 


Reason for Application 


OVBrCs. PREeg.ymssse7S3y9 Sentence 3.2.,3.13.(1) requires that connected 
buildings be at least 9 m apart and that kiosks in a covered mall be not 
more than 21 m in area unless the buildings are more than 13.5 m apart. 
Also Clause 3.4.2.4.(1) (b) requiring an unobstructed travel path at least 
3 m wide adjacent to each connected building. 


Applicant's Position 


The kiosk area limits and horizontal separation requirements are intended 
for occupancy on both sides of the mall. Since the kiosks are located 
against the opposite wall 7 m from the stores, the intent of the Code 
will be met even if the kiosks exceed 21m in area. 


Building Official's Position 


The only allowance in the Code for kiosks to exceed the 21 me area 
requirement is where the horizontal separation between buildings 
exceeds 13.5 m. Also columns in front of the kiosks do not allow an 
unobstructed travel space of 3 m. 


Commission Ruling 


In favour of the Applicant. The proposed special structure meets the 
intent of the Code, because: 


(a) it provides acceptable pedestrian traffic flow; 


(b) it will consist of totally non-combustible construction and meet the 
flame spread rating required for exist systems; 


(c) it will exclude heating and cooking appliances; 

sete hia Ae : 2 

(ad) the maximum area of individual tenant spaces will not exceed 46 m 
and the partitions will be 2-hour fire rated; 


(e) the mall ceiling above the special structure will be closed to the 
perimeter wall of the building and an additional line of close 
spaced sprinklers will be installed at the existing mall ceiling 
level directly above the special structure. 
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CLOSURES IN FIRE SEPARATION B.C.C.. #54-17-145 





General Description Of Project 


14 February 1985 


An existing two-storey public library is separated from a multi-storey 


residential occupancy by a "permanent fire separation" under a 
Commission ruling, so as to create two separate buildings. 


Reason for Application 


Ob... (ekeg: 583/83. Subsection 3.1.6. permits openings 
separations. It is proposed that a door be constructed in 


previous 


in. fire 
the fire 


separation for accessibility of handicapped persons into the public 
library. It is not known what openings are permitted in the wall, which 
the previous Commission ruling termed a "permanent fire separation". 


Applicant's Position 


The proposed door will meet the Code requirements. 


@ Building Official's Position 


The previous Commission ruling specified a "permanent fire separation" 
and the proposed door is not permanent in terms of providing this 


separation. 


Commission Ruling 


in favour of the Applicant. It is the decision of the Building Code 
Commission that the proposed opening with closure complies with the 


requirements of the Code. 


Reasons 


The Code permits a fire rated and smoke tight door in a fire rated and 


smoke tight separation. 


It was also noted that the existing integrated fire alarm and voice 


communication system is operational, electrically supervised, 


and will 


cause an alarm signal to be directly transmitted to the fire department. 
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SECONDARY EXITS IN BEDROOMS B.C.C. #84-18-146 
& — aes a 21 February 1985 





General Description of Project 


Bedroom windows with bottom sliders in two-floor family home, where the 
unobstructed open portion must include the area of the removable sash to 
conform to the minimum area of secondary exit requirements as set out in 
Article’ 9.7.2.3o0f*thexO;B.C: Reg.©5838/83< 


Reason for Application 


O.B.C. Reg. 583/83, Article 9.7.2.3. requires that: "Except where a 
bedroom provides access directly to the exterior, each bedroom shall have 
at least one outside window that can be opened from the inside without 
the use of tools and each window’ shall provide fn individual, 
unobstructed open portion having a minimum area of 0.35 m and having no 
dimension less than 380 mm." 


Applicant's Position 


The Applicant maintained that in arriving at the area of the individual 
unobstructed portion of the window for the purposes of Article 9.7.2.3. 

© it should be assumed that the sash could be removed easily with knowledge 
acquired through dismantling the window for cleaning purposes and that 
the remaining area would be the area required. 


Building Official's Position 


A person should not have to remove the panels of a window in order to 
effect escape through a bedroom window. The Building Code is worded in 
such a manner as to permit the removal of the sash panels, as long as 
tools are not required. 


Commission Ruling 

In favour of the Building Official. It is the decision of the Building 
Code Commission that application #84-18-146 in the matter regarding 
Article 9.7.2.3. of the Ontario Building Code Exhibit #11 does not meet 
the intent of the Code. 


Reasons 


The necessity of removing the sliding sashes does not comply with the 
Code in providing the required unobstructed escape opening. 
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This Is a summary of the decision or authorization. 
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SAFETY REQUIREMENTS WITHIN FLOOR AREAS B.C.C. #84-19-147 
ee EXIT REQUIRED 21 February 1985 
See ee eee oe ee 


_——————_—————— ee ——————E—_E_E—E—E—EEEEEE 


General Description of Project 


A one-storey sprinklered restaurant located in a strip plaza and of 
approximately 3,500 square feet all with a dining room capacity of 
122 people. The entrance to the restaurant is through a customer waiting 
area with egress through the kitchen areas. 


Reason for Application 


Revised 0O.B.C. Reg. 549/84, Sentence 3.3.1.3.(1) and Sentence Srepsistlise att) 
may require an exit to be added to the dining room area. 


Applicant's Position 


The Applicant maintained that Article 3.3.1.3. does not apply,” that 
Sentences 3,4.2.2.(1) and 3.4.2.3.(1) were the operative provisions and 


that the restaurant plan was in conformance with these. The Applicant 
further maintained that the customer waiting area, the cookline area, 
Ae) service bar area and the dining room constituted one suite which 


according to Sentence 3.3.1.4.(1) require only two exits in total. 


Building Official's Position 


The seating area of the restaurant constitutes a room or suite of rooms 
having an occupant load in excess of 60 and as such, must also comply 
with Sentences 3.2.1..3)7(1) and 3.3.1.4.(1) and an additional exit must 
be added from the dining room area. 


Commission Ruling 
In favour of the Building Official. It is the decision of the Building 


Code Commission that application #84-19-147 does not comply with the 
Code. 


Reasons 


The occupancy load and layout of the dining room is such that two egress 
doors are required, remote from each other. 
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OPEN COMMUNICATION STAIRWAY B.C.C. #84-20-148 
———— 14 March 1985 


General Description of Project 


A recently renovated three-storey building used for commercial purposes. 
It is intended that an open communication stair be provided between the 
second and third floor within the tenant space to facilitate internal 
circulation and movement of materials. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 3.2.9.1.(8) permits the ground and second 
floor of a sprinklered building to be interconnected by an opening. 
Sentence .3.209.1.0)), “permits. any = floors 1m. ..4 «wbuilding. to... be 
interconnected providing the opening is limited to 100 sq.ft. in area and 
close-spaced sprinklers are provided around the opening. 


Applicant's Position 
The Code would permit the opening in question to be constructed without 
any additional protection if the opening occurred between the ground and 


second floor of the building rather than the second and third floor. 


Additional close-spaced sprinkler protection is based on the Code 
requirements in Sentence 3.2.9.1.(7) of the Code except that the size of 


the opening exceeds the 100 sq.ft. limit. Furthermore, an opening of 
100 sq.ft. could have a perimeter opening exceeding 50 linear feet to be 
protected by close-spaced sprinklers. The opening in question is 


enclosed on two sides and as a result, the perimeter opening to be 
protected is less than 40 linear feet. 


Smoke detectors have been provided around the opening on the second floor 
ceiling (although not required by the Code) such that smoke reaching this 
opening will activate the fire alarm system and provide early warning to 
the .occupants,.onthe, third .filocor. This stair is not a required exit 
stair. Two enclosed exit stairs are provided for the occupants on these 
levels. 


Building Official's Position 


The proposed open communication stairway will not be in conformance with 
Code. Article 3.2.9.2. is less than 9 m in diameter. 


The opening in question occurs between the second and third floor and as 
such is not in strict compliance with Sentence 3.2.9.1. (8). Similarly, 
the opening is approximately 250 sq.ft. in area and as such is not in 
strict compliance with Sentence 3.2.9.1.(7). 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that application #84-20-148 meets the intent of the Code with 
respect to Life Safety. 


Reasons 
The opening between the 2nd and 3rd floors in this 2-storey building is (@ 
protected by: 

(a) close-spaced sprinklers in accordance with NFPA-13; 

(b) smoke baffles in accordance with NFPA-13; 

(c) smoke detectors at perimeter of the 2nd floor opening. 


In addition, the building is fully sprinklered and the opening is 
separated from the exits on the third floor by a rated fire separation. 
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OPEN COMMUNICATION STAIRWAY B.C.C.- #64=21-—149 
ie <a aay a ee ee Oe ee 14 March 1985 


General Description of Project 


It is proposed that an open staircase currently connecting the 34th and 
35th floors of a multi-storey downtown office building be extended to 
interconnect with office space on the 33rd floor. It is intended that 
the extension of this stair be "open". 


Reason for Application 


O.B.C. Reg. 583/83, Subsection 3.2.9. addresses the interconnection of 
floors. Specifically, Sentence 3.2.9.1.(7) permits the interconnection 
of any number of floors in a sprinklered building by floor openings for 
escalators and inclined moving walkways, provided the area of each 
opening does not exceed 10 m (106 sq.ft.) and close-spaced sprinklers 
are installed at the perimeter of each opening. The Code is silent on 
the incorporation of stairs through such openings. 


The floor opening design for the interconnection of the 33rd floor with 
thes 24th and 35th ‘floors, is not. in ‘strict “compliance. wath 
Sentgnce 3.2.9.1.(7) since the opening has an area of approximately 
0G M7): In addition, the application of this requirement may be 
questioned, since the requirement pertains to floor openings for 
escalators and moving walkways and does not address stairs. 


Applicant's Position 


The building concerned is fully sprinklered. The existing opening at the 
level of the 35th floor is protected by close-spaced sprinklers in 
conjunction with a heat baffle. The new opening through the 34th floor 
will be similarly protected. 


Smoke detectors connected to the building's fire alarm system, will be 
installed around both the new and existing opening. The. activation of 
the smoke detectors will be aided by the heat baffle at the ceiling of 
the 33rd and 34th floors. 


Building Official's Position 


dys The allowable 10 square metre opening is more than adequate for a 
regular, staizx, although, Sentence. 3.259.1.(7}),. does» not),.address 
stationary stair. It is inappropriate to compare the escalators 
with the fixed stair, as their slopes vary tremendously, i.e. their 
run and rise. 


Zi The proposed smoke detectors do not reduce the amount of smoke going 
up a larger opening than ten square metres, especially when the fire 
occurs at the bottom of the stair. 


2. The Department of Buildings and Inspections does not have the 
authority to allow the excessive deviation. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that application #84-21-149 meets the intent of the Code with 
respect to Life Safety. 


Reasons 
The proposed opening between floors 33 and 34 of this 36-storey building 
wild.sresnlt in interconnection: of; floors 33, _34.-and, 35. The openings 
will be protected by: 

(a) close-spaced sprinklers in accordance with NFPA-13; 

(b) smoke baffles in accordance with NFPA-13; 

(c) smoke detectors at perimeter. 
Also this interconnected space is located near the top of the building 
and therefore above the neutral _ plane. Air Handling Systems 


automatically shutdown upon activation of the fire alarm. 


The building is fully sprinklered. 


e 
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y AUTHORIZATION #85-1-79 
BY THE 21 May 1985 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATIER OF seccLon LoVe) (Db) Of tne BuUltaing Code ACL, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


A. Laumans 

Kleiwarenfabrieken Gebr. Laumans B.V 
Steenweg 3 

5932 AC Tegelen 

The Netherlands 


AGENT: 


Great Lakes Brick & Stone Limited 
DO. (bOx 252 

602 Grand Avenue East 

Chatham. Ontario 

N7M 5R9 


a ON THE SUBJECT iOf: 


Laumans Clay Roof tile system used on pitched roofs of 
building structures. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
Conditions: 


ie Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent ‘to the effective datesor the cerminationyas,.set 
out in the written notice. 


pe The COMMISSION does not assume or undertake to discharge any 
responsibility of the appiicane: tO any -OLrner party (oF 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
MACECE.: 


se This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 

» ) technique or design which is described herein. 


Ey ees 


(8 


4. This AUTHORIZATION..is.not transferable to,.any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior. approval is, granted for such revision or change 
by the COMMISSION. 


Se Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS : 


661). VALI aspectsvote the? Ontarro Buildings Codes Pant omer ant 4 
as applicable shall be complied with for new and existing 
roof support framing, rafters, trusses, sheathing, 
underlay and flashings, as designed to the recommendations 
of the manufacturer and his agent. 


(2) For Part 9 buildings where Ontario Building Code design 
tables are used the roof design load shall be increased by 
On OD eKN/m: (hO SLDS/SO.m tt. )stlOma Owe Ohne eWweLG lice Oa Che 
Loot stiles. 





flice Forlex1 Stang roots, ple Seructural sadcquacy. Ole lee) OoOL 
framing and the supporting walls shall’ be certified, by. a 
Professional Engineer registered in the Province of 
Ont a2 OF 


ow Construction of this clay tile roof system as noted above 
shall comply with the published literature of Laumans and 
Great Lakes Brick & Stone Limited as submitted with the 
application, andsentitied “Report. cto Building. Code 
Evaluatvon Commission = fOr thesuse Of Laumanc. Cl ayeRooLting 
Tiles, by Thames Valley Engineering Inc. Professional 
Engineers, Project 84-44, dated March 1985. 





DATED) at. Toronto this 2157 aay in che Moneh of aa in 
the year (98S for -authormrzation.¢ 7S -/ - yay on 
Debate OF. 


BUILDING MATERIALS EVALUATION COMMISSION . 
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5 INDUSTRIAL BUILDING BoC. Caco LA 150 
SPRINKLER SYSTEM 11 April 1985 


General Description of Project 


A one-storey plant of 8,703 sq. meters, completely sprinklered (65-zone 
system connected to local Fire Department) with the exception of the 
furnace areas. The plant faces three streets complete with three street 
exits. The plant produces and warehouses completely non-combustible 
aluminum castings, using electrical open smelter type furnace. The plant 
is completely enclosed by fence, has an in-house fire department and 
provides 24 hours a day, 7 days a week security supervision. A new 719 
sq. meter single-storey addition constructed with a non-combustible steel 
building system is proposed to cover an additional furnace and an 
additional warehouse area. This new furnace is adjacent to the existing 
furnaces. 


Reason for Application 


The O.B.C. Reg. 583/83, Sentence 3.2.2.48.(1) applies requiring either a 
sprinkler system or a 4-hour fire separation between the new and existing 
building. The Building Code does not provide for this particular 
manufacturing process. 


Applicant's Position 


In light of the above-mentioned fire-safety features and since a 
sprinkler system would create a substandard safety hazard because water 
contacting the furnace would result in explosion, the Applicant wishes to 
be exempted from a sprinkler or a 4-hour fire wall at this addition. 


Building Official's Position 

The Building Code does not address this particular plant production. 
Commission Ruling 

In favour of the Applicant. It is the decision of the Building Code 
Commission that application #85-1-150 in the matter regarding the new 
addition to the plant has sufficiency of compliance with the Ontario 
Building Code. 


Reasons 


The new non-combustible building as proposed does not prejudice life 
safety and the combustible contents are minimal. 











Ministry - 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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AUTHORIZATION #85-2-80 


5 BY THE 16 October 1985 
BUILDING MATERIALS EVALUATION COMMISSION 





IN THE, MATTER)OF. Sections 1:84) (b)=s ofa the. Building Code. Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Piberglas. Canada, Inc. 
3080 Yonge Street 
Tornon te, Ontak7o 

M4N 3N1 


ON THE SUBJECT .OF ; 


(a) BASECLAD EBWI, system of exterior above or below grade 
basement wall insulation. 


(b) GLASCLAD, system of exterior above grade, 
non-structural, insulating wall sheathing. 


THE COMMISSION. HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
@ conditions: 


1 Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


oa The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
malter. 


aye This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique Or design which 1s described herein. 


4. This. AUTHORIZATION, 1S notsstransfterable.to any other party,. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 

| by the COMMISSION. 


py OR 





5. Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. BASECLAD EBWI system shall be installed only so long as CMHC 
Evaluation Report No. 09860 dated 82-01-15, wevased on 
84-06-25 has not been withdrawn. 


7. GLASCLAD system shall be installed only so long: as CMHC 
Evaluation Report No. 08900 dated 82-03-17, revised on 
84-06-10 has not been withdrawn. 


8. GLASCLAD installed on the exterior in conformance to 
manufacturer's: Instructions with’ TYVEK “facing and! joints 
taped with Y-8086 Contractor Sheathing Tape CMHC Report No. 
10418), may be in lieu of the requined) burldingy paper. 


9. Installation and matertals shall be ane laccordance!l tothe 
published instructions of the’ manufacturer as Ssubmittedmse 
the COMMISSION to date of this AUTHORIZATION. 








DATED abl “Toronto tors 1G Was in the month of Cataner in 
the year 1985 for authorization # 9S-@-FO on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 





VW 


Ontario 


Ministry 
of Bullding Code Commission 


Housing Building Materials Evaluation Commission 





Rulin 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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CONVENIENCE STAIRWAYS BGs CagteGS-2-152 
— LivAprz1 71985 


General Description of Project 


A convenience stairway which connects the first floor lobby of a 
five-storey office type building to a restaurant located in a cellar 
providing normal access for the public. The stairway consists of three 
flights of stairs including a 2-riser lower flight. 


Reason for Application 


O.B.C. Reg. 583/83, Article 3.4.8.3. requires every flight of interior 
stairs to have at least 3 risers. 


Applicant's Position 


While the stair in question is in general use by the public as the major 
entrance to the restaurant, it is a convenience stair only, and not an 
exit stair in terms of the Code. Exit stairs in full compliance with the 
Code are located elsewhere in the restaurant. 


The original permit drawings indicates 3 risers on the lowest flight of 
stairs, however, the as-built condition of the stair opening did not 
permit the third riser while maintaining the minimum Code headroom. 
Alternative ‘solutions!’ resulting “im” an’ 'L"> sshaped stain,” created © an 
unsatisfactory restaurant entrance because the arrangement would result 
in customers having to turn 180 degrees at the foot of the stairs in 
order to enter the restaurant proper, and would be detrimental to the 
flow of entry. The flow of entry is considered vital to the success of 
the restaurant. 


Building Official's Position 


The requirement for at least 3 risers in any exterior stair flight is 
applicable not only to required exits but also to stairways through which 
the public is normally admitted according to Sentence 3.4.1.1.(4) of the 
Code. Furthermore the 2-riser stair flight has not been constructed in 
accordance with the permit drawings because 3 risers were indicated and 
approved at the lower stair flight. The incidence of stair related 
accidents is very high. Since this case involves a restaurant in which 
alcoholic beverages are served the chance of accident is augmented. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that application #85-2-151 has sufficiency of compliance with 
the Ontario Building Code provided that the following proposals are 
implemented: 


-2- 
(1) A continuous tubular handrail complete with extension is erected on 
both sides of the subject stairway for the full height of the 
JJG laghnts of ‘stairs: 


(2) An immediate tubular handrail is erected on the bottom flight of 
Stair. 


(3) A reflective or contrasting coloured permanent nosing is applied to 
ther si Ghightsvore stairs. 


Reasons 


The above proposals satisfy the life safety intentions of the Ontario 
Building Code. 











Ministry a 
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This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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AUTHORIZATION #85-3-81 
BY THE 21 May 1985 
BUILDING MATERIALS EVALUATION COMMISSION 





IN THE “MATTER *OF “Section 18\( 4) (b)' of “the Building ‘Codel-Act, 
Revised Statutes of Ontario, 1980, Chapter 5l 


AND IN THE MATTER OF the Applicant: 


Leslie Bros. (1966) Limited 
TOM Productiton-Drive 
Scarborough, Ontario 

M1H 2X8 


ON THE SUBJECT OF: 


Kitchen exhaust and filtration system with or without heat 
reclaim unit for supply return air make up to kitchen area 
Onzy,. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 


a JA, Where in the opinion of the COMMISSION negative experience 


indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


eae The COMMISSION does not assume or undertake to discharge any 
responsibility! of the ‘applicant to any other party ‘or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Naren. 


Bye This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


ae This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


BF a 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


SPECIFIC REQUIREMENTS: 


AND 


Ors 


NE i 


The kitchen exhaust duct beyond the fire damper located on 
the exhaust side of the filtered unit may be installed in 
accordance with the Ontario Building Code 6.2 835 when it 
passes directly to atmosphere and not through any fire 
separation. 


Installation and maintenance shall comply with the 
application dated 2 May 1985, and proposal as submitted by 
the applicant titled, "Specifications Sheets for Series 85; 
Models 23, 24, 25 for Commercial Kitchen Exhaust," dated 8 
April 1985 which include drawings #1 to #7 inclusive. 


The tempered supply return air duct system shall be installed 
in accordance with the Ontario Building Code Subsection 
6.2.63 . .and:;diaschargetonly «bo: the ;kiittchen <area:.; Pherse shall 
besa: fane damper in this. supplynreturn air duct -atedhe 
reclaim ana t. 


Where a heat reclaim unit is used with gas fired kitchen 
cooking equipment, the heat reclaim unit shall have separate 
air streams for exhaust to outside jot ithe, bua dangirand the 
make up air system to only the kitchen area. 


Thispauthornmaatuen does: moti anclude anw:-gasiormeiguerd fired 
make up air units, any such units may be separately approved 
by the. Fuels Safety Branch. 


Except as noted above the entire system shall conform to NFPA 
96 —1.9 8:0; 


DATED at Toronto this Al OMe in the month of pay ame) 


Ene@-year "9" 5S los auchorezarcion S5°=9 ba F | on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 





3S 





Ministry = 
G3 of Building Code Commission 
# Housing Bullding Materials Evaluation Commission U ; Nn Be 
Ontario 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


VENTILATION OF COMMERCIAL B.C.C. #85-3-152 
COOKING EQUIPMENT 15 July 1985 


General Description of Project 


A hospital kitchen where one end of a kitchen exhaust hood has been 
installed against a drywall partition of gypsum board. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 6.2.2.3.(4) requires that systems for the 
ventilation of commercial cooking equipment shall be designed, 
constructed and installed to conform to NFPA 96-1978 which specifies that 
the kitchen exhaust hood shall be 18" from combustible materials. 


Applicant's Position 


It is the Applicant's contention that the exhaust hood is a sophisticated 
water wash type hood of all stainless steel construction. Although the 
paper on the drywall is combustible, a drywall partition could not be 
considered combustible given that drywall is used for fire rated 
partitions. Further, the Building Code presently has regulations in 
place regarding flame spread. The kitchen space is heavily sprinklered 
beyond Code requirements and the exhaust hood has a fire protection 


a) system. 


Building Official's Position 

Sentence 6.2.2.3.(4) of the Code must be met by the Applicant. Gypsum 
board is regarded as combustible material because of the paper finishes. 
Data from the NFPA-96 Interpretation Committee suggests authorities 
should enforce the 18" clearance or suitable alternative protection. 
Commission Ruling 

In Wavourn sot rthey Appiveanw: It is the decision of the Building Code 
Commission that application #85-3-152 demonstrates sufficiency of 
compliance with the Ontario Building Code. 


Reasons 


The measures taken include: 


(a) the exhaust hood contains a fire protection system; 
(b) the kitchen is fully sprinklered; 


(c) the ceramic tile surround provides adequate fire stopping. 








Ministry 
of Building Code Commission 
Housing 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #85-4-82 
BY THE 16 October 1985 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section: 18(4)(b) of%therBuilding=Code Act; 
Revised Statutes of Ontario, 1980,”Chapter 51 


AND IN THE MATTER OF the Applicant: 


American Chimney Lining Systems Inc. 
9797 Clyde Park SW 

Byron. Centre 

Michigany+UsStAG 

29375 


ON THE SUBJECT OF: 


SOLID/FLUE, a chimney liner to line/reline residential 
masonry chimneys with a lightweight, insulating material. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 


a es Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


25 The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Maccer. 


Si This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORTZATION 1s not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, technigues, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior -approval“is* granted™for*suchrévisiroen *orchange 
by the COMMISSION. 


BP tate 


55 Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with @ 
the terms and conditions described herein shall be deemed 
not to be a contravention of the Building Code. Where 
applicable any change in the Act, “Regulation on code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 





AND SPECIFIC REQUIREMENTS 


6. This authorization is, lamited+tosthe OntaraggBualding yGoede, 
Part 9 buildings where the flue is for the use of solid fuel 
only and where the chimney is in a good state ofrepair. 
(Note: Gas and liguid fuel appliances are regulated 
separately by the Fuels Safety Branch and a separate 
application may be made to them.) 


i. “Protection, from the vetements shal Icon forms co sOnb.c. 
Subsection 9.20.17. Installation shall be done by the 
manufacturer's trained personnel only. 


8. This chimney liner shall have a minimum thickness of 16 mm 
(5/8 inches) and shall not negate the Code requirements for 
flue sizes of ‘chimney. construction. 





9. The lined chimney shall be capped by the use of a circular 
flue tile extending not more than 100 mm (4 in.) above a 
precast waterproof concrete cap which’has a sloping top and 
everhangs’the, chamney byoaspleasts507 mmad Zein .Jowithadriap 
edges castiantosthesconcrete caprnot desspthan: 25mm. (1.an.) 
from the face of the chimney, or a stainless steel cap with 
formed drip edges. 


10. Installation and materials shall be in- accordance to the 
published instructions of the manufacturer as submitted to 
the COMMISSION to date of this AUTHORIZATION. 


DATED at Toronto this /¢ Th day in the month of October in 
the\iveanne 1) 98S, forsauthonization; # S Sect GAL on 
behatl fr of: 


BUILDING MATERIALS EVALUATION COMMISSION 





Ministry - 
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This Is @ summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


REQUIRED FIRE SEPARATION FOR EXITS B.C.C. #85-4-153 
— 15 July 1985 





General Description of Pro ject 


A two-storey partially enclosed Mausoleum constructed of solid poured 
concrete in a local cemetery. On the first floor there is a small chapel 
area as well as a vault area. The exit stairs for the second floor are 
open and lead through the chapel area. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 3.4.1.1.(1) requires that exit facilities 
must be provided in accordance with the Section to a suitable open space. 
Sentence 3.4.5.1.(1) specifies that every exit shall be separated from 
the building it serves by a fire separation in accordance with the O.B.C. 


Applicant's Position 


The Applicant maintains that the principal reason that enclosure of the 
stairs as required by the Code is for fire protection, and that since the 
Mausoleum has no heating furnace and very little electrical the risk of 


fire is minimal. Further, the Applicant asserts that as all wall and 
ceiling finishes are exposed concrete, all conduit is encased in concrete 
and thus nothing in the building is combustible. im addition,’ af “a 


visitor fell down the stairs he/she could not be easily seen from another 
part of the building unless the stairwell was specifically checked. 
Finally, the Applicant asserts that aesthetically it would be preferable 
if the stairs were uncovered allowing visitors to look into the area as 
they desired. 


Building Official's Position 

An exit shaft must be provided for the second floor of the building to 
conform with Sentence 3.4.1.1.(1), and the required exit shaft must be 
constructed as a fire separation having minimum 3/4-hour fire resistance 
rating to conform with Sentence 3.4.5.1.(1) of the Code. 

Commission Ruling 

In favour of the Building Official. It is the decision of the Building 
Code Commission that application #85-4-153 does not conform to the 
requirements of the Ontario Building Code. 


Reasons 


The Building Code is specific on the requirements for enclosure of 
exits. 








Ministry 
YF, of Building Code Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


= AUTHORIZATION #85-5-83 


BY THE 7 November 1986 


IN THE MATTER OR Se@ctl onsale (A) ve(bo) of athe sBuildinarCods: Act, 
Revuseds Statutes: ofr Ontario, 2980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Cresent, Engineering Ltd, 
2489 - 123A Street 
Whit ee Rockya Bac. 

V4A 6M7 


ON THE SUBJECT “OF. 


Galvanized steel anchor staps to be used for securing 
wood sill plates to concrete walls in lieu of anchor 
boLos: 


THE COMMISSION HEREBY. AUTHORIZES. to, the, applicant. the, user of 
the aforementioned matter subject to, the following), termsa and 
conadirions: 


lhe Where in the opinion of the COMMISSION negative 

experience andicates that has authorization should be 
amended and/or terminted, the COMMISSION may by written 
notice to the applicant or. the agent. at,the, above 
address, withdraw the authorization and no further 
installations shall be made subsequent to the effective 
date of the termination as set out in the written 

HOLL Ce. 


The COMMISSION does not assume or undertake to 
discharge ahy responsibility of the epplicant to. any 
other party or parties and does not in any manner 
WarkKont Or Qijarantoe the correctness and/or. tne 
Success( Ul perbormance Ol sone yeu yecmeamate ov. 


in) 


Ste This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it-is.not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


>) nee 


hr 


4. This AUTHORIZATION is not “transferable to any other 
party. If the APPLICANT makes any revision or change 
Co the addrers more tie. Nate ttacvesteG ti cue mG ec le 
system and/or use of the same shall automatically be 
cause for termination, Unless prior approval 16 granted 
for such revision of "change by che COMMISSION: 


Evy Construction and installation shal bev in) conrormance 
to all applicable governing JVegistation except ‘that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulation or Code provisions shall ‘be crounds for 
Lesevaliaelon Dyethie COMMISS TON. 


ANDES SPECTR ITC REOUEREMENTS: 


Gis Instadlataon of the* anchor Straps ‘shall conform to the 
manufacturers installation instructions and 
recommendations. 


ve ihe” anchor™’strags> shall’ bevmconstructed ofa Minimum of 
corn. 0208s) gauge galvaniuzedesteel wit 147mm ves tn) 
by 38 mm (1% in.) corrugated section for embedding into 
CRS SCONGrete a Che zincecoati names Tali bemamna ni mum @ 
thickness of 02025 mm. 


Oe ine exposed two tangs of thetanchor strap shall be of 
sufficirent= length to overlap the’ topside of the sil] 
plate or a minimum of 10}°mm (4 in.) vertically on both 
sides "Or tne, siti place and or the sttd. 


ee The anchor strap shall be installed at 914mm (3 ft.) on 
Centre, Or a minimum of two anchor straps, per sill 
plate length when less than 914 mm (3 ft.) in overall 


Penge, ~LOGariIon Of the anchor ctrap fone 
approximately centre of the area where the sill plate 
is located. 


10. Four galvanized nails with minimum Gauge as 63mm (2% 
in.) common nails and with a minimum length of 38. mm 
(1% in.) shall be used in the holes provided in the 
Cangs Of (ne ancnor stranus. 


11. Each anchor strap shall be stamped with the Canadian - 
Patent number 950698 for identification by inspectors. 





perp 


i 


This authorization shall be further limited to 
buildings for which a permit is applied for prior to 

31 December 1989. However, six months prior to 

31 December 1989, the applicant shall submit to BMEC a 
list of all buildings where the anchor straps have been 
used in Ontario and at least three names of independent 
test agents. Whereupon, at the applicants expense the 
B.M.E.C. will choose several buildings and one test 


agent to prepare a report on the status of the anchor 
Straps. 


The building official with reasonable cause may take 
away samples of the galvanized steel anchor strap at 
any time to be tested as specified in the above 
paragraphs Of this authorization. Ths testing’ shalt 
be done by an independent test agency at the expense of 
the applicant. 


be X : : 
DATED ak TOLroptO.t nis ? day in the month of Mevenbagn 


the year |S¥G for authorization # 2$-5-~2% on 


Wetan lO: 


BUILDING MATERIALS EVALUATION COMMISSION 


e 
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This is a summary of the decision or authorization. 
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HOLD-OPEN DEVICES ON FIRE DOORS B.C. Ci kono Loe 


IN CORE CORRIDOR 16. July. 1985 





General Description of Project 


Renovation to the ground floor of a 7-storey office building. The tenants 
on this floor are primarily dentists and doctors. There are 2 fire doors 
in an existing 4'-0" egress corridor. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 3.1.6.7.(2) allows the installation of 
hold-open devices on specific closures where "the safety of the occupants 
is not endangered thereby". Sentence 3.1.6.7.(5) states that hold-open 
devices may be installed on buildings up to 3 storeys under certain 
conditions. 


Applicant's Position 


There is continuous traffic through the doors in question. Handicapped 
users have to get through these doors to get to the washrooms, doctors 
offices and/or parking lot. This is very difficult to do unassisted 
since there is no room to move sideways to open the door. For one-hour 
fire rated doors the glass opening can only be 645 cm’ so that visibility 
of oncoming traffic is poor for handicapped and non-handicapped alike. 
The applicants believe that the way to reduce the danger to people caused 
by blocking the corridor with these doors and to facilitate traffic flow 
is to have them open with an electronic smoke detector and firealarm 
connected hold-open device. 


Building Official's Position 


The installation of such devices on the doors in question does not comply 
with Sentence 3.1.6.7.(5) in that the doors are exit doors and the 
building height in excess of the 3-storey height permitted. Furthermore, 
Sentence 3.1.6.7.(2) only permits the installation of hold-open devices 
on specific closures where "the safety of the occupants is not endangered 
thereby". In the particular case the means of egress is deficient by 
current code standards and would be further reduced by the installation 
of the hold-open devices. Both upper stairways would discharge through a 
common atmosphere, subject to possible contamination during a fire 
condition resulting in no alternative means of egress for the entire 
building population. 


Commission Ruling 


In favour of the applicant. It) is the -decision, of .the Building Code 
Commission that application #85-5-154 demonstrates sufficiency of 
compliance. 


Reasons 


In this particular instance, the safety of the occupants will not be 
further reduced by the installation of authorized, electro-magnetic 
devices designed to be released by both smoke detectors and the building 
fire alarm system. 








@ 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 





AUTHORIZATION 485-6-84 


BY THE 
BUILDING MATERIALS EVALUATION COMMISSION © DoCo™ SY 10°” 


IN THE MATTER OF Section 18 (4) (b) of the Building Code Act, 
Revised Statutes of Ontario; 1960; Chapter si 


AND IN THE MATTER OF the Applicant: 


Thermo-cell (1983) Limited 
3268 Hawthorne Road 
Ottawa, Ontario 

K1G 3W9 


ON THE. SUBJECT. OF.< 


Cellulose fiber loose fill thérmal insulation as applied to 
horizontal surfaces in Part 9 buildings of the Ontario 
Buiiding,,cCodes 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 


1. Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
Outed hb the wWrattena notice, 


ae The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the subject 
Matter, 


3% This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination, 
unless prior approval is granted for such revision or change 
by the COMMISSION. 


Sy BP Se 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with 

the terms and conditions described herein shall be deemed 

not to be a contravention of the Building.Code. Where ® 
applicable any change in the Act, Regulation or Code 

provisions shall be grounds for re-evaluation by the 

COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. 


The applicable standard to be used for this cellulose fiber 
insulation shall be the 51-GP*60UM-Aprw? 1979*as*pubtrsned by 
the Canadian Government Specifications Board. 


On the commencement of each installation a valid C.M.H.C. 
Evaluation Report Number shall be attached = co*tne™= aber 
referenced in paragraph 6.2 of the C.G.S.B. Standard 
51-GP-60M April 1979, along with a suitable label indicating 
the applicators name and address. All of these™labets@snare 
be posted to a oof structural member besides hnevaelicunacen 
or entrance. 


Where cellulose insulation is installed, the following other 
requirements must comply: 


(a) ‘protection’ around’ recessed ceiling- light f2xtures= (por 
lights) and exhaust fans shall comply with Ontario 
Hydro regulations and bulletins; 





(bo) “firestop spacer and=radiatton shields shall be 
installed at the ceiling in accordance with the 
appropriate standards for gas vents and factory-built 
chimneys. 


The manufacturer shall allow entry to the office, processing 
plant and warehouse by any of those agencies as mentioned in 
the above paragraph number 7, as well as Consumer and 
Corporate Affairs, in order to conduct inventory audits and 
take samples of products of production and those in storage. 
Any discrepancy in product quality which may necessitate 
either a product re-call or the de-certification of the 
manufacturer must be immediately made known by registered 
Maii “to all those agencies In paragrapns oF tO oe 'aso- tlic 
applicable Municipalities and the Building Materials 
Evaluation Commission. 


& 
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DATED at Toronto this 4 day in the month cf Decgmber in 
the year \Q¢5 for authorization# $5-G@<«g@4 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
T, of Building Code Commission 


Housing Building Materials Evaluation Commission 
Ontario 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


TERMINATION OF AUTHORIZATION E.Met .Gutoo-0- 64 
b  agsiesa puis = Smee a pana eee Miles ai og el 11 December 1985 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Rion. 960 


AND IN THE MATTER OF AUTHORIZATION TO: 


Thermo-cell (1983 Limited) 
3268 Hawthorne Road 
Ottawa, Ontario 

K1G 3W9 


ON THE SUBJECT OF: 
Cellulose Fibre Insulation 
SHALL BE TERMINATED AS FOLLOWS: 


Subject to paragraph one and five of the Authorization, 
no further installations shall be made as of the date of 
thes termination. 


REASONS: 


The newly amended Ontario Building Code, Ontario Regula- 
tion 419/86, becomes effective on 20th October 1986 and 
the subject matter is now included in Article 9.26.3.3., 
therefore there is no need for a B.M.E.C. authorization. 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 








Ministry 2 
G3 of Building Code Commission 
# Housing Bullding Materials Evaluation Commission Uj : Nn os 
Ontario 
aS Pa ed 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


& PRIVATE POOL AS GROUP A2 OCCUPANCY B.C.C. #85-6-155 
rr. 16 July 1985 


General Description of PrOWeCe 


This complex consists of two high-rise Group C condominiums. These 
condominiums are connected above ground by a recreation centre and are 
connected below ground by a parking garage. 


The recreation centre is separated from the condominiums by 2-hour 
firewalls. The parking garage is separated from the high rise 
condominiums by a 2-hour fire rated floor slab in accordance with Article 
3.2.1.3. of the Ontario Building Code (Ontario Regulation 583/83 revised 
to 549/84) and by the use of pressurized vestibules as required by 
Sentence 3.2.6.2.(9) of the O.B.C. in accordance with Measure N of the 
Supplement to the National Building Code of Canada. 


The underground levels, including the pool area, and the grade level 
lobby are provided with complete automatic sprinkler protection. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 3.2.9.1.(8) (c) states that an interconnected 

=) floor space need not conform to the requirement of Articles 3.2.9.2. to 
3.2.9.10. provided the interconnected floor Space is classified as Group 
A Division 1 or 2, Group D or Group E major occupancy. Article 3.1.2.1. 
sets out the classifications of buildings. 


Applicant's Position 


The design of the pool, the lobby and the recreational area will provide 
a level of life safety equal to or greater than the level of protection 
required by Sentence 3.2.9.1.(8) of the Ontario Building Code. Although 
the pool will be open to the grade level lobby, these areas will be 
provided with automatic sprinkler protection in addition to the following 
items which exceed the protection required by Sentence 3.2:9.1.(8): 


- Non-rated fire separation between the pool and the grade level lobby; 


- Non-rated fire separation between the pool and the Level 1B 
recreational area; 


- Separation of all mechanical pool equipment from the interconnected 
floor space; 


- Separate exits from the pool area directly to the exterior of the 
building; 


a) - Exits for the recreational area do not lead through the pool area; 


- Security guard will be in the lobby area on a 24-hour per day, 7-day 
per week basis. 


Building Official's Position 
The design does not conform with the Code. 
Commission Ruling 


In favour of the Applicant. It is theotdecision tof "tthe sBui iding™ Code 
Commission that application #85-6-155 demonstrates a sufficiency of 
compliance with the Ontario Building Code. 


Reasons 


The Commission members consider that the pool area is an ancillary use to 
the recreation centre on the floor above and therefore for the purposes 
of Sentence 3.2.9.1.(8) only (interconnected floor spaces) the pool area 
may be considered as an A2 occupancy: 


e 





Ministry 
of Building Code Commission 
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Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 


AMENDED AMENDED 
AUTHORIZATION #85-7-85 
BY =THE 7 November 1986 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER “OF SECTION 26: (4) (3) of the Building Code 
Revisea Stavutres cok sOntani1 oO; «L980, sehapcer- ol 


AND IN. RHE (MATTER. OF peheuApp icant: 


Rolf Jensen & Associates Limited 
19} pDOne Mills ;Road 

DON MILLS, “Ontario 

M3GPry2 


ON “THECSUBIECTTOER: 


A window sprinkler assembly system to provide a 

two-hour fire resistance rated separation in a wall to 

consist of tempered glass fixed in a hollow metal -steel 

frame or extruded aluminum frame and a special sidewall 
© window sprinkler with quick response action. 


THE, -COMMISSTON sHEREBY AUTHORIZES -tG" Ene app licane ithe nse “of 
the aforementioned matter subject to the following terms and 
condi ticns: 


ch Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should ke 
amended and/or terminated, the COMMISSION may by 
Webeten notiee to the “applicant Wor the agent as “che 
above address, withdraw the authorization and no 
further installations shall be made subsequent to the 
effective date of the termination as set out in the 
Wisc ten noOpiloe., 


ae The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to any 
other party or parties and does not in any manner 
warrant or guarantee the correctness and/or the 
successful performance of the subject matter. 


3% This AUTHORIZATION may be mentioned in promoticnal 
and/or advertising material, however it is not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which 1s 

& described herein. 


BT eins 


Thws* AUTHORIZATION rs Nota npansterabie to any other 
partys if the APPLICANT makessany revision or change 
to the address or the materials, technigue, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 
for such revision or change by the COMMISSION. 


Construction and installation shay bewin-contormance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable, any change in the 
Act, Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


This window. sprinkler assembly system shall be 

des tqned, senguneenec, =i ispece Codeandavertiiecd by sRolt 
Jensen and Associates Limited. A document of 
certification with Professional Engineer's (authorized 
in Ontario) stamp shall be forwarded to the Chief 
Buvlding@OfPreval and the Burlarng Owner (Ss) 


@ 


The sprinkler system shall be installed, and tested in 
accordance with N.F.P.A. 13 aS a wet pipe system and 
Hain earned in eaccOordancewitn = =seCuLon Ow. (SOhInwen) 
Of (tne Onvariror rm re coger: 


The special designed sprinkler head shall be designated 
as a horizontal Srdewall window nozzle, Grinnell Canada 
Pire .Protection Company Limited model “FR-1/0-60, 12°7 
Mie Ae eye Or: feces Pe (165 -F) activation 
temperature quick 1release link. eThe optimum position 
Of the Sprinkler head shall be “as determined by the 
tests sSubmrtred in the submissions byenolt Jensen to 
this Commission. 


[aera 
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The interior glazing shall consist of one sheet of 
fixed non operable tempered glass installed in a hollow 
metal steel frame of 16 gauge or extruded aluminum 3 mm 


(ly Or ine) Penick (Alcan o003—-159-. ine Maximum s.azing 
snald-pe~ oo0emm (> Lte 6=in. jwrde by 2590" mr -—SEt. 6 
ins) high® and minimum? 6 nmtlj74ein.) thick tempered 
glass. 


This system may be used as an exterior or interior fire 
separations = Intervor Tnstallatrons shall be made by 
installing the window sprinkler on both sides of the 
window. 


Intergor or exterior installations may be made in ali 
types of occupancies except Group F, Division 1 and 
shallot be used inva firewall. Should the system be 
located in a loadbearing wall, all loadbearing 
components shall be protected independently of this 
window sprinkler assembly system. 


This system may be used in either a sprinklered or 
unsprinklered building. 


This horizontal sidewall window sprinkler system shall 
be served by either a separate riser or separate cross 
main independent of any regular sprinkler or standpipe 
system serving the floor area. 


Separate flow switches or alarm check valves and 
supervised control valves and each fire compartment on 
each system shall be electrically supervised and 
indicated separately at the fire/sprinkler alarm 
annunec nator = paneill 


Where the water supply is from a standpipe system 
conforming to the Code, the siamese connection shall be 
labelled as per the standard except for this dual 
purpose which shall read "STANDPIPE AND SPRINKLERS". 


4/... 


-4- 


16. A noncombustible sign legibly printed in not less the 
12.7 mm (1/2 in.) block letters with contrasting white 
background and red letters shall be permanently mounted 
and maintained beside the main water supply source to 
this window sprinkler assembly system to indicate: 


WARNING 


SPECIAL SPRINKLER HEADS ON THIS SYSTEM 
ARE AN INTEGRAL PART OF WINDOW FIRE 
SEPARATION. THIS WATER SUPPLY MAY 
ONLY "BE SHUT OFF AFTER ALI? THESPROPER 
AUTHORITIES HAVE RECEIVED) NOTICE GEN 
WRITING. 





DATED at. Toronto, this ie day in the month of NOVEMBER in 
the year (ASG For authorization # 85-7-8S on 
beha biol: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
G3 of Building Code Commission 
Housing Building Materials Evaluation Commission 


Ontario 
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This Is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


® FIRE SEPARATION REQUIREMENTS Bale ep = 7-156 
WHERE DIFFERENT OCCUPANCIES 30 July 1985 








General Description of Project 


A two-storey building of 27,894 square feet facing one street with 
Group D "Office" and Group F Division 2 "Medium Hazard" occupancies. All 
floor areas are sprinklered throughout and at 6 feet centres along both 
Sides of the atrium. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 3.1.3.1.(3) requires the second floor 
assembly in the building to be constructed as a 3/4-hour fire separation 
based on the most restrictive major occupancy construction requirements 
(Group F Division 2). 


Applicant's Position 


The requirement in Sentence 3.1.3.1.(3) of the Building Code is a general 
rule which is intended to provide physical construction requirements in 
buildings to ensure that persons on the second floor will be separated 
from the highest fuel loads anticipated for the floor below. Sentence 
3.1.3.1.(3) -does not recognize fire separations when determining 
construction requirements because as a "general rule" it may not be 
appropriate to do so. However, in view of the additional fire protection 

& being provided in this building which includes the close-spaced 
sprinklers along the edge of the atrium, the fire hose protection 
available in the Group F Division 2 occupancy floor space and the 1l-hour 
vertical fire separation being provided in lieu of the 3/4-hour 
horizontal fire separation required, it is the Applicant's position that 
the occupants on the west section of the second floor assembly will be 
provided with a level of life safety equivalent to that intended by the 
construction requirements in the Building Code. 


Building Official ts,Position 
Sentence, 3.1.3.1..(3), requires,any building with multiple ‘occupancies, to 
be classified, according,.to the most, restrictive «major occupancy for 
Subsection 3.2.2. purposes. The only exception to this is outlined in 
Sentence 3.1.3.1.(6) and has no application to the instant case. 
Commission Ruling 
In favour .of the Applicant. It is the decision of the Building Code 
Commission that application #85-7-156 demonstrates sufficiency of 
compliance with the Ontario Building Code. 
Reasons 

& 1. The F2 area is a subsidiary occupancy. 


2. The F2 area iS separated by l-hour fire rated walls and ceiling. 


3. The entire building is sprinklered and the F2 area has an additional 
fire hose cabinet. 


4. Also access to the F2 area has been restricted for security reasons. 





Ontario 





Ministry 
of Building Code Commission 


Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #85-8-86 
BYeeTHE 15 March 1986 


BUILDING MATERIALS EVALUATION COMMISSION 


LN THE MATTER OF Sects ons 156.4) Mb) of thesaBualcang Coce Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN@THE: MATTER OF “an. application: by; 


Dow Chemical Canada Inc. 
SOS 5S eOmlangos mae 
Mississauga, Ontario 
L4V 1L6 


ONS THE FSUBGEC DOr: 


(a) Exterior foamed plastic or mineral wool based 
insulation and finish system with open weave glass 
fiber fabric, embedded in a copolymer based synthetic 
or polymer based cementicious ground coat and finished 
with a synthetic ready mixed acrylic based texture 
Wall cOati ng, Of gntequal Color forthe vex certor, Ola 
Dupeding swale: 


(by) 5 -Bxterior fanish system as outlined” in (Ca)e paragraph 
above and applied to masonry, concrete or exterior 
drywakl «surfaces of a building -s exterior wall. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 


ibs Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out an the’ written notice. 


eae The COMMISSION does not assume or undertake to discharge 
any —GeSponsib 1c yeOr Lene =app mtcane TOvanysOLrner party Or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the 
subject matter. 


Sie This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used 
expressly or impliedly as an endorsement of any product, 
material, technique or design which is described herein. 


VPS Som 


This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the 
address or the materials, technique, design, system and/or 
use of the same shall automatically be cause for 
termination, unless! prior “apprevalmisugraniteda £OD such 
revision of change by the COMMISSION. 


Construction and installation shall be in conformance to 
all applicable governing legislation except that compliance 
with the terms and conditions described herein shall be 
deemed motto bewar contravention of the Bui ldingecode. 
Wheregapplicable@anvyecnange an tChesAct, Requbatvon Onscode 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6c 


EO 


Rhes extern OrerOamed plascicuinsWmiatcronssystem as not 
noncombustible wand shali=@not™ bes usedsas a structural 
element. 


Exterior foamed plastic insulation system when protected on 
the interior side by a thermal barrier in conformance to 
the Ontario Building Code, may be used as a. combustible 
element epermni ttecein moncombustiplesconstruction. 


(a) The insulation shall have a flame spread rating 
classification as required by the Ontario Building 
Code to determine the interior thermal barrier. The 
flame spread and the manufacturer's name shal] be 
clearly marked on the insulation. 


(b) No additives such as rapid binders, anti freeze, 
accelerators etc. shall be added to any component 
unless specified by the manufacturer. 


The finish materials shall cover all the exposed surfaces 
of the insulation and shall remain in place for at least 15 
minutes when tested in conformance with ULC S101-1977 or 
CAN 4-S101-M82. 


Each installation shall conform to the manufacturer's 
installation instructions and shall be reviewed in detail, 


stamped and signed for construction as specified by the 


manufacturer's listed trained personnel. Identification 
Gar CO Stat cs installers’ shali begissued only to qualified 
trained personnel listed by the manufacturer. 


Teer 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


¥ FIRE SEPARATION REQUIREMENTS BoC .* san—e= 157 
WHERE DIFFERENT OCCUPANCIES 30 July 1985 





General Description of PYOJECt 


A fully sprinklered one-storey building having an area of approximately 
3200 m and consisting of two major occupancies. The main mercantile 
area and subsidiary service and storage area comprise the Group E major 
occupancy at the north section of the building. The south part of the 
building consists of a two-level parking garage, Group F Division 3 major 
occupancy, with one level below grade open-to-the-air and one level of 
on-grade parking. A pair of non-rated, automatic sliding doors are 
installed between the basement foyer and the parking garage. 


Reason for Application 


O.B.C. Reg. 583/83, Sentence 3.1.3.1.(3) stipulates that where there is 
more than one major occupancy, the requirement of Subsection 3.2.2. for 
the most restricted major occupancy shall apply to the whole building. 
Sentence 3.3.7.7.(12) requires that a storage garage be separated from 
other occupancies by a 14-hour fire separation. 


Applicant's Position 


a Based on the provision of the following building design features and fire 
protection measures, compliance with the life safety intent of the Code 
is achieved: 


- non-rated sliding door fire separation between the parking garage and 
the lobby protected by close-spaced sprinkler protection of the garage 
floor area adjacent to the fire separation, 


- 30 ft. wide circulation area provided between the fire separation and 
the nearest parked vehicles, 


- 25 ft. wide spatial separation provided between the mercantile 
occupancy and the parking garage by the sprinklered and pressurized 
main lobby, and 


- the the natural smoke exhaust characteristic of the garage roof 
opening. 


The effectiveness of the aforementioned building design features and fire 
protection measures in preventing flame and smoke spread from a fire 
condition in the parking garage to the adjacent mercantile occupancy, is 
supported by their examination with respect to results of parking garage 
fire tests and conclusions of parking garage fire surveys as presented to 
the Commission. 


9 Building Official's Position 
The sliding door fire separation between open-to-the-air, below-grade 


parking garage and the retail stores, is not constructed in conformance 
with the Code requirement mandating a 1-hour fire resistance rating. 


Commission Ruling 

In favour of the Applicant. It is the decision of the Building Code 
Commission that application #85-8-157 demonstrates sufficiency of 
compliance with the Ontario Building Code. 


Reasons 


1. Close-spaced sprinkler protection of the garage area floor adjacent to 
the sliding door fire separation. 


2. The vestibule is pressurized at all times. 


3. The vestibule doors are equipped with fail-safe operating hardware 
wired directly to the fire alarm system. 


4. The building is fully sprinklered in accordance with NFPA-13. 


5. The garage roof and wall openings offer natural smoke exhaust 
capability. 
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AUTHORIZATION ¥OS=9-6/ 


BY! HE 15 March 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


IN -THE “MATTER OF section. 18 ~(4) ¢b).of the Building Code Act, 
Revised Statutes “of COntarioy 1980, “Chapter «51 


AND. INTHE MATTER MOR carntapplicarion by 


Sto Industries Inc. 
Quality Lane 

Box 219 

RUTHLAND, VT 

O57 0.1 


ON c2RE? SUBVECT: OF: 


(a) Exterior foamed plastic or mineral wool based 
insulation and finish system with open weave glass 
fiber fabric, embedded in a copolymer based synthetic 
or spo lymerebased scenient uch ous. cqroundicoavrand finished 

| with a synthetic ready mixed acrylic based texture 
> wallercoating sofmermtegralbicolor <fortthesexterior of a 
building wall: 


(b)o?t Extér vor finwsh ‘system tas outlined °rn (a) paragraph 
above and applied to masonry, concrete or exterior 
drywall surfaces"ofra burlding"s exterior wall. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and 
condrtrons : 


1 Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant rorstheagent "at the “above address); ‘withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
onutian the writtentnodrice. 


2. The COMMISSION does not assume or undertake to discharge 
any; mesponsibricty, ofrthe Jtapplicant tovany "other party or 
parties and: does: motdin iany: manner “warrant: or “guarantee the 
correctness and/or the successful performance of the 
subject matter. 


 ) a This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used 
expressly or impliedly as an endorsement of any product, 
material, technique or design which is described herein. 


Ee 


@ 





4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the 
address or the materials, technique, design, system and/or 
use of the same; shall automatically be cause for 
termination, unless prior approval is granted for such 
revision of change by the COMMISSION. 


a. Construction and installation shall be in conformance to 
all applicable governing legislation except that compliance 
with the terms and conditions described herein shall be 
deemed not to be a contravention of the Building Code. 
Where applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Ge This exterior foamed plastic insulation system is not 
noncombustible and shall not be used as a structural 
element. 


rr Exterior foamed plastic insulation system when protected on 
the interior side by a thermal barrier in conformance to 
the Ontario Building Code, may be used as a combustible } 
element permitted in noncombustible construction. c ] 


Gre (a) The insulation shall have a flame spread Lae 1G 
classification as required by the Ontario BUT Laing 
Code to determine the interior thermal barrier. The 
flame spread and the manufacturer's name shall be 
clearly markedeonethe insulation. 


(b) No additives such as rapid binders, anti freeze, 
accelerators etc. shall be added to any component 
unless specified by the manufacturer. 


Ore The finish materials shall cover all the exposed surfaces 
of the insulation and shall remain in pikacet format least 15 
minutes when tested in conformance with ULC SOs 1977 “or 
CAN 4-S101-M82. 


LOS Each installation shall conform to the manufacturer's 
installation dnstructvonseand shal. bee rewseucd in detail, 
Stamped and signed for construction as speGat ved! by the 
manufacturer's listed trained pexsonneeadidenbhit ication 
cards for installers shall be issued only totquwalified 
trained personnel listed by the manufacturer. 





nod « 
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Ledive 


Except where a building face is adjacent to a street, the 
building face shall have a minimum limiting distance of 


Ca Oe Ue Ome.) for buildings up to. and including seven 
storeys. 1n-buitdding height, and 


(Db) 12m A0SEL.) ror bar ldungs exceeding seven storeys in 
buildingsheighity “and 


(c) building height shall be as defined by the Ontario 
Building Code. 


DATED «at Kingston this ic day in the month of prork in 
the year 1986 for authorization. #8g—- 3-67 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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HYDRAULIC PASSENGER ELEVATOR B.C... #05-9-159 
WITHIN EXIT ENCLOSURE 26 September 1985 





General Description of Project 


A recently constructed two-storey commercial building which is fully 
sprinklered. The building has two properly enclosed exit staircases. The 
owner proposed the construction of an hydraulic passenger elevator 
together with elevator machine room within one of the exit enclosures. 


Reason for Application 


O. B:C.. @ "REGS "4588768: @Sentences 3.4.5.2. (1), (5) and (6) and Clause 
3.4.5.1. (5) (g), prohibits the construction of the elevator and machine 
room in the proposed location. 


Applicant's Position 
Sentences 3.4.5.2.(1) and (5) expressly prohibit the proposed design. 


If a portion of “the "space «is “a’""lobby” “as noted on Tthes plans @ Clause 
3.4.5.1.(5) (g) is also contravened as no fire separation has_ been 
provided between the exit and the lobby. 


Provided the hydraulic machine room is totally separated from the 
elevator as a 3/4-hour rated fire separation and the door from the 
machine room opens into an access to exit, and not directly into the 
exit, there is no fire safety reason why what is proposed should not be 
acceptable. 


Building Official "s. Position 


Clause 3.4.5.1(5) (g) applies to the exit door leading from the floor area 
into the lobby. The installation of the elevator is not affecting this 
requirement. 


Sentences: 32.4.20..251 (1), 042) tana £43) ao. net apply rtc tthisisituaticn: the 
elevator is providing means of access to and egress from the upper storey 
(for physically disabled persons) “and the integrity of the exit is not 
affected by this. 


An elevator shaft (up to railing height of the upper storey) is only 
required for safety reasons (to the public) by the "SAFETY CODE ELEVATING 
DEVICES FOR THE HANDICAPPED". The standard does require that the 
machinery to operate the device be safeguarded from the public but it 
would seem rather unreasonable to consider the space in which a 2-horse 
power electric motor is located a machine room. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that application #85-9-158 meets the intent of the Code. 


Reasons 
While the location of the elevator and its machine room is in technical 


violation of the Code, the proposal does not prejudice the fire safety of 
the project as submitted. 











Ministry 
of Building Code Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #85-10-88 
BY THE 15 March 1986 


BUILDING MATERIALS EVALUATION COMMISSION 
nae lnc etd lithe ee men ded Sod Soo wach A Dhntinland ected et 


IN THE MATTER OF Section 18° (4) (b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 5l 


AND IN THE MATTER OF an application by: 


Outsulation System, Ltd. 
205" Torvork Drive 
Weston, Ontario 

M9L l1Y2 


ON THE. SUBJECT OF: 


(a) Exterior foamed plastic or mineral wool based 
insulation and finish system with Open weave glass 
fiber fabric, embedded in a copolymer based synthetic 
Or polymer based cementicious ground coat and finished 
with a synthetic ready mixed acrylic based texture 
wall coating of integral color for the exterior of a 
building wall. 


> (b) Exterior finish system as outlined in (a) paragraph 
above and applied to masonry, concrete or exterior 
drywall surfaces of a building's exterior wall. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and 
conditions: 


ub Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


2s The COMMISSION does not assume or undertake to discharge 
any responsibility of the applicant to any other party or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the 
subject matter. 


che This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used 

expressly or impliedly as an endorsement of any DrOocuct, 

 ] material, technique or design which is described herein. 


Lavoe 





This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the 
address -or-the-materrals;,=teehnique,- desron, system and/or 
use of the same shall automatically be cause for 
Lermination;. Unless priors approVa lel ssqrantedeson such 
revision of change by the COMMISSION. 


Construction and installation shall be in conformance to 
all applicable governing legislation except that compliance 
with the terms and conditions described herein shall be 
deemed not to be a contravention of the Building Code. 
Where applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. 


Hives 


This exterior foamed plastic insulation system is not 
noncombustible and shall not be used as a structural 
element. 


Exterior toamed plastic ‘insulation system when PrOCeECted on 
the interior side by a thermal barrier in conformance to 
the Ontario Building Code, may be used as a combustible 





element permitted in noncombustible construction. & 
(a) The insulation shall have a flame spread rating 
classification as required by the Ontario Burloaing 
Code to determine the interior thermal barrier. The 


flame spread and the manufacturer's name shall be 
Clearly marked on the insulation. 


(b) No additives such as rapid binders, anti freeze, 
accelerators etc. shall ‘be added to any component 
unless specified by the manufacturer. 


The finish materials shall cover all the exposed surfaces 
of the insulation and shall remain in Ria Cenrt Ommateleas tens 
minutes when tested in conformance with ULC $101-1977 oy 
CAN 4-S101-M82. 


Each installation shall conform to the manufacturer's 
anstallation instructions and shall be reviewed. in detail, 
Stamped and signed for construction as Specified by the 
manufacturer's listed trained personnel. Identification 
cards for installers shall be issued OnyecOrguati pred 
trained personnel listed by the manufacturer. 





Loree 


lin Except where a building face is adjacent to a street, the 
building face shall have a minimum limiting distance of 


ww (ay “6m (20 hte), fore bul dings up to and incluGing: Seve; 
: storeys in building height, and 


(bp) sd? mm (40ntteje tor busi dings exceeding seven storeys in 
bDissroong- peront, and 


(c) building height shall be as defined by the Ontario 
Building Code. 


DATED ‘at Kingston this iS day in the month of Need SBF 6 
thesyear JSA6. fou authorization 465-(0-ec on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 





“ 


Ministry * 
KZ of Building Code Commission 
Housing Building Materials Evaluation Commission U ‘ Nn oS 
Ontario 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


BUILDING CODE AND B.C.C. #85-10-159 
MUNICIPAL BY-LAW 26 September 1985 


General Description of Project 


An industrial site plan containing various buildings including locations 
of fire hydrants. 


Reason for Application 


Although the site plan submitted to the building inspector for approval 
met the minimum requirements of the 0O.B.C. Reg.583/83 Sentences 
3.2.5.2.(3) and 3.2.5.2.(4), the Respondent has adopted a by-law which 
creates obligations more stringent than those of the Building Code. 


Applicant's Position 


It is the opinion of the Applicant that the site plan indicating the 
location of fire hydrants, submitted to the building inspector for 
approval met the minimum requirement of the O.B.C., Sentences 
3.2.5.2. (3) and 3.2.5.2.(4). The by-law in question imposes obligations 
more stringent than the Building Code which will result in delay and 
increased expense. 


Building Official’s: Position 


Subsection 14(1) of the Building Code Act, S.O. 1983, ¢c.51, provides that 
where there is a dispute between an Applicant and a Building Official in 
respect of the technical requirements of the Code any party may apply to 
the Commission to determine the question. Since the dispute is with 
respect to whether or not a municipal by-law overrules the Code, the 
Commission does not have the jurisdiction to determine the dispute. 


Commission Ruling 


In’ favour tofmtthe / Applicant. Et is) thea findings ft thes Buildings Code 
Commission with respect to application #85-10-159 that there is in fact 
no dispute as to the technical requirements of Sentences 3.2.5.2.(3) and 
3.2.572.44) of the (Ontario Building “Code, iand «hat ithe ‘dispute is with 
respect to other applicable law. 





Ministry 
F) of Building Code Commission 


Onto Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont M5G 2E5 


AUTHORIZATION #85-11-89 


BY THE 7 November 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4) (b) of the. Building Code Act; 
Revised Statutes of Ontario, 1980,. Chapter 51 


AND IN THE MATTER OF the Applicant: 


Gerard hoctingssystens «(Ne7e) Gta. 
35 Hunua Road 

Papakura, Auckland 

New Zealand 


AND AGENT: 


Gerard Canada 

932 Mervin Avenue 
Peterporougn,- Ontario 
K9J 5P4 


ON THES SUBJECT OF 2 


Gerard Roofing System, a galvanized sheet steel shaped in 
Various profiles of tile, coated on the exposed side with 
natural crushed stone chips bonded by a base coat of acrylic 
BMesingand ¢ leat Scryilyc overdg az. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of 
the aforementioned matter subject to the following. terms. and 
condi tions: 


1. Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should be 
amended and/or terminted, the COMMISSION may by written 
notice to the applicant or the agent. at. tne above 
address, withdraw the authorization and no further 
installations shall be made subsequent to the effective 
date of the termination as cet out. im, the, written 
notice. 


2. The COMMISSION does not assume or undertake to discharge 
any responsibility ef the applicant. tm any. other. party 
or parties and does not in any manner warrant or 
guarantee the correctness and/or the, successtfu) 
performance of the subject matter. 


3. This AUTHORIZATION may be mentioned in promotional 

and/or advertising material, however, it is not to be 
YY used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


eas 


-?)- 


This AUTHORIZATION is not transferable to any other 
party, . if the APPLICANT makes. any cevis OnmOLectiange tc 
the address or the materials, technique, design, system 
and/or use of the same shall automatically be cause for 
termination, unless prior approval is granted for such 
revision of change by the COMMISSION. 


Construction and installation shall be in conformance to 
all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulation or Code provisions shall be grounds fox 
re-evaluation by the COMMISSION. 


OPECIFIC REQUIREMENTS: 


AND 


oe 


LOe. 


jb au 


Except as authorized herein all applicable requirements 
Of thesOntarivo Building Goede’ Act and Ontario: Requlation 
SO S/ CoesiialeDe sme aA CORYVEOCl. PUtemAUMnOr tization 
Snalkl De keptrand maintained on tne: cltemor 
CONSE ENC lon: 


When this roofing system is used for noncombustible 
construction all components and support members shall 
be of noncombustible materials. 


Conformance shall be made to a current CMHC Evaluation 
RepOLlU, NOWeVery Incase Of COntlicth wien tints 
aUCHOrIZat1 On ethe More stmingentimatter shall elLevarrae 


~eubject. to paragraphs herein “this roofing system shall 
be 1n accordance with the manufacturer's published 
IistenucteLoOns anarinctallatron. shart ibe by the 
manufacturer's trained qualified tradespersons. 


im lieu of wood roof sheathing for this roofing systen, 
wood purlins (battens) may be used. 


Fave protection except for over unheated garages, 
Carports and porches, shall be laid beneath the starter 
Strip extending from the edge of the roof to not less 
than 750 mm (30 in.) inside the inner face of the 
exterior wall and shall consist of: 


(a) No.15 asphalt-saturated felt laid in two plies 
lapped 480 mm (19 in.) and cemented together with 
lap cement, or 


(b>) Type’S smooth surface rol] ROOTANG OT 


(c) Self-sealing composite membranes COMSsi stand of 
polyethylene and bituminous materials. 


tyes 
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12. When underlay is provided beneath this roofing system 
it shall be in compliance with the Code for the 
materials and the installation shall be in accordance 
to the manufacturer's recommendations. 


13. In addition to paragraphs 11 and 12, positive drainage 
of the eave protection and the underlay materials shall 
be made at the lower end. 


14. For existing roofs, the structural adequacy of the roof 
framing and the supporting members shall be examined by 
a qualified manufacturer's representative anda 
written, signed and dated certificate shall be attached 
to the manufacturer's warranty with copies to the 
building official and owner(s). 


15. Voids between existing roofing systems and this new 
roofing system shall not be filled with insulation. 


th 


DATED at Toronto this / day in the month of NOVEMBER in 
the year [DAE for authorization #85- (1-62 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
KZ of Building Code Commission 
Housing 


Building Materials Evaluation Commission 
Ontario 
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This Is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


COMBUSTIBLE MATERIALS ON B.C.C. #85-11-160 
GROUP C HIGHRISE BALCONY 28 November 1985 


General Description of Project 


A 27-storey residential apartment building of non-combustible 
construction contains a wooden trellis and dividing wall constructed of 
cedar on a concrete balcony. Above the trellis, there is a precast 
concrete spandrel wall 3 feet in height. 


Reason for Application 


The existing wood trellis and dividing wall are constructed of a 
combustible material not permitted in a building required to be of 
non-combustible construction by Article 3.1.4.5. of the Ontario Building 
Code, 0: Reg. 563/83. 


Applicant's Position 


The combustibility of the existing cedar wall and trellis will be reduced 
by the application of a surface applied fire retardant chemical. The 
resultant flame spread of the wood will comply with the requirements in 
the..0.B.C.. for, 1nterio, finish... The’ continuing performance. of the fire 
retardant will be ensured by registration of the necessity of its 
reapplication on the land titles. 


The exposure to suites above the trellis and wall is controlled by the 
presence of the 3 foot concrete spandrel wall. This wall would be 
adequate for a mercantile type fuel loading which exceeds the fuel 
loading for a residential type occupancy. 


Bui iding Ofticial*s, Position 


Sentences 3.2.2.28.(2) and 3.1.4.5.(1) and (2) prohibit the proposed 
trellis and wooden dividing wall. Although the Applicant has offered to 
register the necessity for periodic application of fire retardant paint 
on title, the Building Official believes that this places an unreasonable 
burden on the subsequent owner and the Building Official to check the 
title. 


Commission Ruling 

In favour of the Building, Official. It is the decision of the Building 
Code Commission that application #85-11-160 does not meet the 
requirements nor the intent of the Ontario Building Code. 


Reasons 


Proposed protection to adjacent suites is considered to be inadequate. 





Ministry a 
YH) of Building Code Commission U ; @ oon 
Housin ‘Idi 7 i issi 
Ontario g Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 
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AUTHORIZATION #85-12-90 
BY THE 15 March 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


iN, THE MATIER OF =Secction Joa)" (bye or the BuUTiding Code Act, 
Revised Statuces Of Untanio, 1960, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Therm—0-Comiort Company fra 
85 Forest Street 

AYLMER, Ontario 

N5H-7A5 


ON THE SUBJECT ‘OP's 


Cellulose fiber loose fill thermal insulation as applied 
LO Nerizontal surfaces*in Part 9 buataings of the: Ontario 
Building Code. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and 
© conditions: 


i Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may be “written motice to the 
applicant or the agent at the above address, withdraw the 
authorization and no Trurcher onSstallations shall-be made 
subsequent to the effective date of the termination as set 
out in the written notice. 


Pas The COMMISSION does not assume or undertake to discharge 
any Fesponsibility or ethe applicant to any other party or 
parties and doecssnot-in any manner warrant or guarantee 
the correctness and/or the successful performance of the 
Subject matter. 


els This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used 
expressly or impliedly as an endorsement of any product, 
material, technique or design which is described herein. 


4. This AUTHORIZATION is not transferable to any other party. 
If the APPLICANT makes any revision or change to the 
address or the materials, techniques, design, system 
and/or use of the same shall automatically be cause for 
@ termination, unless prior approval is granted for such 
) revision or change by the COMMISSION. 


Ly Oe 


Is Cconstructron™and’ installation” shali bern conformance™=to 
all applicable governing legislation except that 
compliance with the terms and conditions described herein 
shall be deemedenol. to. veya coneLaVen elec imo um Ghosh dang 
Code... Where app licab] emanyechanges, tn thee cm heguia ton 
or Code provisions shall be grounds for re-evaluation by 
the COMMISSION. 


ANDVSOPECLE TC VREOULREMENTS: 


On The applicable standard to be used for this cellulose 
fiber insulation shall be the 51-GP-60M April 1979 as 
published by the Canadian Government Specifications Board. 


ie On the commencement of each Instaldation arvalucdec M-HVC. 
Evaluation Report Number shall be attached to the label 
relerencedyin paragraph O21 70f st nemGAGeceb Standard 
Ji=-GP-60M AprilelS7 9, alonguwa th vas simtan) caslane) 
indicating, the applicators name and address. seAlleof these 
labels shall be posted to a roof structural member beside 
Thee ate cunatchmomnentmance. 


Se Where cellulose vinsulationa:s JInste lied the following 
other requirements must comply: 


(a) PrOcectlonwaround=necesseducei ling ign textures 
(pot lights) and exhaust fans shall comply with 
Ontarroshydrosregulations: and bulletins. 


(b) Pieestopmspace mance advatlonmshiieldsmshaltimine 
installed at the ceiling in accordance with the 
appropriate standards for gas vents and 
hactOny—-bis i techimneyse 


or Eheymanulecturerecshall@allow sentrysto he Orniee- 
processing plant and.warehouse by any of those agencies as 
mentioned in the above paragraph number 7, as well as 
Consumer and Corporate Affairs, in order to conduct 
inventory audits and take samples of products of 
production and those in storage. Any discrepancy in 
product quality which may necessitate either a product 
re-call or the de-certification of the manufacturer must 
be immediately made known by registered mail to all those 
agencies in paragraphs 6 to 9 also the applicable 
Municipalities and the Building Materials Evaluation 
Commission. 


DATED at Kingston this IS day in the month of Wit e in 


Chea yeah Ge eoreatherizat tonal ouma Gon 
eleied ue Keone 


BUILDING MATERIALS EVALUATION COMMISSION 


te 


Ontario 





Ministry 


Be 
of Building Code Commission 
Housing Building Materials Evaluation Commission 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 


TERMINATION OF AUTHORIZATION Be Mob oat ose OU 
Se ae ge ee 2g RS ne IS. March, 1936 


IN THE MATTER -OF (Section, 1614) (b) of they Building Code Act, 
Ro Oe aloo 


AND IN THE MATTER OF AUTHORIZATION TO: 
Therm-O-Comfort Company Ltd. 
85 Forest Street 
Aylmer, Ontario 
N5H 1A5 
ON DHE SUBJECTS! OF: 
Cellulose Fibre Insulation 
SHALL BE TERMINATED AS FOLLOWS: 
Subject to paragraph one and five of the Authorization, 


no further installations shall be made as of the date of 
this -cCerminat ron. 


REASONS: 


The newly amended Ontario Building Code, Ontario Regula- 
tion 419/86, becomes effective on 20th October 1986 and 
the subj ece Matter 1 senowl ineluiced tun vAruicle (9.26,30.3., 
therefore there is no need for a B.M.E.C. authorization 


MOVED AND ADOPTED THIS 7 November 1986 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION 


gS 





Ministry ae 
KZ ot Buliding Code Commission 
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This Is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


9S 


STAND PIPE AND HOSE SYSTEMS BeCeCs- feo-1le- Loe 
SS 28 November 1985 


General Description of Project 


A 5,600 square foot expansion to an existing one-storey non-combustible 
building used as a steel pickling plant. 


Reason for Application 


Clause 3.2.5.4.(1) (b) and Table 3.2.5.A of the Ontario Building Code 
(O. Reg.583/83) require that a Group  F Division 3 one-storey 
non-splinkered building exceeding 3,000 square metres requires a stand 
pipe and hose system. 


Applicant's Position 


The Applicant maintained that a stand pipe system could endanger 
personnel in the event of an oil or hydraulic fluid fire (which is the 
likely type of fire in such an operation) by further spreading such a 
fire. The pickling solutions of mild acids could be splashed onto 
personnel by the pressure of a stand pipe and hose system. The owner 
will install all necessary fire extinguishers and train personnel in the 
use of fire fighting equipment and methods to extinguish oil based fires. 


Building Official's Position 


The Building Official had no objection to the Applicant's proposal but 
lacked the jurisdiction to authorize a variation from the Code. 


Commission Ruling 

In favour of the Applicant. It is the decision of the Building Code 
Commission that application #85-12-161 provides a sufficiency of 
compliance with the Ontario Building Code. 

Reasons 

The proposed fire protection measures contained in the application, 


specifically the provision of suitable fire extinguishers, provide 
adequate life safety. 


.¥ 


Ministry is 
y, of Buliding Code Commission 
# Housing Buliding Materials Evaluation Commission U : Nn 
Ontario 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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EXIT DOOR AND STAIR LANDINGS B.C.C... ¥85~13~162 
29 November 1985 


General Description of Project 


A three-storey apartment building. 


Reason for Application 


The landings on the main and second floor of the three-storey apartment 
building are in contravention of Sentences 3.4.8.4.(2), 3.4.3.4.(3) and 
3.4.8.13.(1) and (2) of the Ontario Building Code (0. Reg. 583/83). 


Applicant's Position 


The Job Superintendent changed the run of the stairs from 9" to 10" to 
make the stairs less steep. Consequently, the landings at the top and 
bottom of the main floor stairs are decreased in size. The stair width 
is 38" and the main floor landing is approximately 32". These stairs 
terminate directly in front of an exit door in each location and the 
swing of the floor exit doors reduces the effective width of landings. 
The Applicant maintains that although the stairs are in contravention of 
the Code, the variations do not detract from life safety and further that 
to remove and replace the existing stairs with ones of a 9" run would not 
appreciably increase the safe use of those stairs. 


Building Official's Position 


The first and second floor landings at the north and south stairs were 
not constructed in accordance with the plans approved for the building 
permit and are not in conformity with the Code. The Code does not permit 
the Building Official discretion to allow a non-conformance. 


Commission Ruling 


In, favour tof ithe ; Building, Officialy It is the decision of the Building 
Code Commission that application #85-13-162 does not comply with the 
Building Code Regulations. 


Reasons 


The built condition is an unacceptable interference with the life safety 
requirements of the Building Code. 


(Ss 


Ministry 
G3 of Building Code Commission 
Housing 


Building Materials Evaluation Commission 
Ontario 
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This Is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


= DETERMINATION OF OCCUPANT LOAD B.C.C. #85-14-163 
FOR UNITS OF EXIT 29 November 1985 





General Description of Project 


A specialized children's birthday party centre of approximately 
5,000 square feet located in the basement of a former food store. Every 
party of children is divided into groups of 12 and closely supervised by 
two adults. There is a P.A. system and sprinklers throughout the area, 
all exits lead directly outside. There are two existing exit stairs with 
a total existing exiting capacity of 150 according to Code criteria. 


Reason for Application 


Glause 3 .beli4.d (1) (ce); ‘ofjether BuilidingsCGodey.0- Reg. 583/83 states that 
unless an occupant load can be determined to the satisfaction of the 
Building Official, Table 3.1.14.A to that Clause must be referred to 
determine the total occupant load and therefore the exit requirements. 
Two existing exit stairs having a width of 3'6" each, providing a total 
exit width of 2 units calculated according: ‘to, Sentence 3243.2. (3)ss0f 
the Code, are inadequate for the proposed occupancy according to 
Pablews.bsl4 As 


Applicant's’ Position 


The Applicant calculates that the maximum theoretical occupant load at 
any given time will be 138 persons but that the actual practical 
operational use would never exceed 72. Of these only 12 would be adults 
who would require a full unit of exit. Based on these figures the 
existing exiting capacity of 150 is adequate. 


Building Official's Position 


The total sexit) widthsof the: building) ase2s units. which. will support a 
maximum occupancy load of 150 people. The Building Official calculates 
that the maximum occupant load calculated according to 
Clause 3.1.14.1.(1)(c) is approximately 220 and therefore the exit 
stairways are inadequate. 


Commission Ruling 

In favour of the Applicant. It is the decision of the Building Code 
Commission that application #85-14-163 demonstrates a sufficiency of 
compliance with the requirements of the Building Code. 


Reasons 


The Applicant confirms that the occupant load will not exceed 
150 persons, the majority of which number will be young children. 


Ministry a 
of Building Code Commission 
“ Housing Bullding Materials Evaluation Commission U : NM e 
Ontario 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


od EMERGENCY LIGHTING IN SUITES Br. C..9#95=15=164 
12 December 1985 





General Description of Project 


A recently completed two-storey Office/Medical building, wherein, 
each suite has a common waiting room and interior hallway to the 
individual offices or examing rooms. 


keason, Lor Application 


Ciause §3-2.6.5. (ioe (aj OF pthew Ontario Building Code (0. Reg. 
583/83) stipulates that emergency lighting should be provided to 
average levels of at least 10 1x at floor or tread level in exits 
and corridors used by the public and principal routes providing 
access to exits in an open floor area where such exits, corridors 
and routes are below grade or are windowless. 


Applicant's Position 


The Applicant asserts that the waiting rooms and interior 
hallways of each individual suite do not require emergency 
lighting because these areas are not an exit; are not corridors 
used=by the public ’and™are “not principal routes providing access 
to exXvteein-an oper rt loor area. 


Building Official s"Posi tion 


The waiting rooms and interior hallways form part of an exit and 
are corridors used by the public which are windowless, thus 
invoking ‘the ‘requirements of Clause 3.2.8.3. (1) (a). 


Commission Ruling 

In favour of the Applicant. It 1s the decision of the Building 
Code Commission that application #85-15-164 meets the 
requirements vot “the Ontarivo Building Gode. 


Reasons 


= ‘€laeuse- Bree ses. (1s) (a) requires emergency lighting in 
"corridors ‘used by the public”. 


- ‘Public corridors are “defined. as" !"a corridor that provides 
access to exit from one or more suites". 


- Suites are defined as "a single room or a series of rooms of 
complimentary use, operated under a single tenancy". 


Ministry -~£ 7 
G3 of Building Code Commission 
Housing Buliding Materials Evaluation Commission 


Ontario 
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SMOKE VENTING OF FLOOR AREAS B.C .C.. £85-16-165 
12 December 1985 





re : 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 





General Description of Project 


A MUTCIi-Storey COnaominium. COMNtaining, pringesrpalty Group "C 
residential occupancies as well as Group D, Group E and 
Group A Division 2 in the basement and first floors. 


Reason for Application 


Sentence 3.2.6.5... (0) "of the “Ontario Buiioing Code™ (0: 
Reg. 583/83) states that the "means of venting each floor 
area to the outdoors shall be provided by windows, wall 
panel sipior “ysomokeysshatts.n.. <4 The.» Buitding-—Orfte tal 
requests that a smoke shaft be installed in the building. 


Applicant's Position 


Linssinthes contention of the “Applicant. that ‘the presence 
design using in suite openable exterior windows meets the 
requirements of the Code and that requiring the use ofa 
smoke Shatt .1S beyond the. scope of “the  ‘buiiding 
nnspector’ Ss: discretron. The suite windows will be 


& identifiable. fxom” the (interaor “of the buatding om call 


floors «and won the fexternion ef; the building nm the’ borctom 
Six floors so that these windows are identifiable to the 
fire department. 


Bui Pdang Ofticialk’s -Posieion 


lta; CaeneA ris Cl Gu 342. 6ebee eheGua ces ameans (of venting for 
each floor area. 


(bh) Floor -area as defined includes the public 
corridor. “iMeans.ofy venting, 1s, not available (fox 
the \copnidorm) unless. sthe .corridor, 1s5- vented 
through somebody's dwelling unit or exit stairs. 


(c) aepVenting.-1s6 requivedsto conply await “Section. 3 of 
Ghapter «31 ;'Measures,, for, Fire Satety, an, High 
Bui kdings'\ (of. NRCC sNo..4l/724,.. The Supplement. to 
the NBC 2930. 


Ive Sectuon’ 3ynesenrences 2 “Gc) supr. » Ene psbove <documetc 
requires that the windows, when usec for venting, be 
openable from the interior without the use of wrenches 
On ices Sr SE: = 


af 


eure 





To open the windows for smoke venting purposes from 
the interior, keys are required to unlock apartment 
unit doors. 


3. fhe. fire, department ~will ~use san Japartment. sunt fon 
smoke venting only if it has already sustained heavy 
smoke damage and their operations will not cause 
turther damage. “The intent Of =Arercl ey 322 One LS ao 
provide @venting ~to-]aid s firefiqhntings The.suse. of 
windows in individual apartment units does not meet 
thiswant ence 


Commission Ruling 

iy (baVOul. Ofeaties AOU rca tre TEs thes decisicm “or the 
Building Code Commission that application #85-16-165 meets 
Ene requirements of “the Ontario Bui ldingeeode- 

Reasons 

me MSRLCNCe 371 6 Oe) reQuines! “meancmotavelmiIng seach 


i loor area. to the Outdoors by swindows wali panels or 
smoke shafts". 





-) BY “Getainition = floor: area ~ means, “thespsoace.. on any 
storey “of a building between “exterior walls and 
required fire walls, including, the space.occupied by 
interior walls ‘and partrtions 


Ministry & 
VT of Building Code Commission U : Nn GS 
: Housin ‘Idi i i issi 
Ontario g Building Materials Evaluation Commission 
as 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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UNPROTECTED OPENINGS AND Bins Cee FOO. | L6G 
WINDOW SPRINKLER ASSEMBLIES 22 January 1986 


General Description of Project 


A 24-storey condominium apartment building with the south 
face of the tower being constructed just within the boundary 
of the property. 


Reason for Application 


As a result of the proposed position of the building, one 
unit on floors 4 to 24 will have unprotected Openings in the 
south face wall in excess of the maximum permitted by 
sentence 32.2 sorcl a7 wel). -Om th, Bua lding, Code: (04 -Reg.0583763 ).. 
Article 2.2.1.4. pEeovides, that, the: results of tests sbased on 
test standards other. than ;as«described.an, the.Code jitselt 
may be used provided such alternate test standards produce 
comparable results. 


Applicant's. Position 


The Applicant proposes the use of a tested window sprinkler 
& assembly sconnected sto <a separate sfiine -standipipe.xciser as a 
Form of protection for the glazing. The system will provide 
the 3/4-hour fire resistance rating for an exterior wall 


condition. required by the, Code, ihe, .ratang has .,been 
achieved vomsthe-bpasis Obst  nestests conducted satc<the Nek JC. 
Fire Research Field Station. The window sprinkler assembly 


Wig) s.permit wshe. \olazed, port onwed.-the~curtains wails. to. be 
considered.,as a solid separation. rather than.a closure. 


BuLlding .Oftacaalscs Poss tion 


The ,Buatding Official ,concludes:,that/gprovidang. ithe test 
results can be considered comparable in accordance with 
Article 2.2.1.4. the proposed window/sprinkler protection 
method meets the performance level set by the Code and 
Should be accepted. However :aS.. DOinteds/out aby ithe 
consultants “the reliability of the anstalled assembly is 
dependent on the quality of the installation of the system 
and the design of the water supply to the sprinklers 


Providing » theeeactive S ororection". IMNpLicit in the 
acceptance of such a system is the involvement of design 
professionals. 


Commission Ruling 


& Ini ehavoun » Olwftben Apoimacant. Leics Che eeecr su On. "or ‘the 

Building Code Commission that application #85-17-166 

demonstrates a sufficiency of compliance with the Ontario 

Building Code, O. Reg. 583/83 for a 3/4-hour fire protection 

rating on condition that the following proposals are 
implemented. 


“Saar 


-2?2- 


dice The system must be designed, engineered, inspected 
and verified by Rolf Jensen and Associates Limited 
and a document of certification with a professional 
Engineer's stamp shall be forwarded to the Building 
Official and the owner. 


one The sprinkler system shall be installed and tested in 
accordance with NFPA 13 as a wet water system. 


She All shut off valves and fire compartments on the 
sprinkler system shall be electrically supervised and 
indicated separately at the fire alarm annunciator 


panel. 

4. The siamese connector shall be labelled for dual 
purposes —  =Standeertpe # and evop rank verse. 

oe Inner window glazing shall be tempered glass. 

Reasons 

irs The Building Code Commission visited the actual job 


S51. be-and? are™convinced /of the results of Ne RCo fare 
cesta ie catvedsseptember, 25 ,.-l9co sel he es ubyect ot 
which is a double glazed window assembly protected 
from’ fire byw an vautomatiersprankter).. 


A prototype of the proposed window assembly was 
tested and” the sprinkler arrangement provided 
suffileient protection’ to “the “nner? pane of “tempered 
Gass” and®kepteit™ intact’ for the 45 mintites of -f1re 
exposure. 


2. The level of radiation transmitted through the test 
window assembly wetted by the sprinkler is below the 
level likely to cause ignition of cotton waste on 
unexposed surface. 


Ministry 
SY) of Building Code Commission 


Ontario Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
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REQUIREMENTS FOR EXITS B.C. Cu. PSS a6 Slay. 
MEANING OF "SUITABLE OPEN SPACE" 23 January 1986 





General Description of Project 


A three-level non-combustible open air parking structure to 
be constructed to the immediate west of an existing 
department store. The structure is designed in conformance 
With the jprovisilonsecontained ina Apticle. 3.252.500, (Group 
FY, (DAVYSLOn 3 peStorage Garages up. to, 22M, in heaght).. 


Reason Lor jApp Uication 


A suitable open space or access to a public thoroughfare per 
Sentenceso 4.1.1. a¢Gb)s OL. the. Ontarlonwbulldang Code. (0. “Reg. 
583/030) USenot defined we he. bullding., Offierval Bn, question 
has adopted a policy stipulating that such open spaces shall 
not be under ‘cover, <thits prevents] the) Applacant.s Erom 
pursuing a design solution for an open air storage garage 
Phat. proposes, «thatthe ‘exit from) stwor stair cowens ~be Tae 
grade under the second-level slab. 


33) Applicant is.Position 


The proposedsstructure 1suclascamiedwas <anwhs occupancy “and 
Cais Cw 3404 say d ks els rer eC) requires that travel distance be 
not. gueater «than. 30 Mr (9S eer Sra) Tesla smCanwbeeisatrs Fuedmby 
construction of two stair towers on the centre line of the 
long axis with the ~exits at grade. The proposed storage 
garage iS open on its four sides and, except for a bridge 
connection which is not at issue, iS separate from the 
nearest. existing building bya) minimum)-of 204.4. M— (62° -) 4 
We ae 


The. appilicants.believes) thats am.-all-~the, carcumstvances. the 
proposed design meets the life safety requirements of the 
Code. The <five, conditions’ ‘of Sentence 3.2 .-2.50) 7 )) 
pertaining, to. -the.construction jof storage joarages have sald 
been met by the proposed design. The N.R.C.'S commentary on 
the meaning of “a safe open space” tells us that ‘each 
specific design must be considered based on the evaluation 
of egress from the space, construction and separation of the 
building and the presence of other hazards. The Applicant 
produced a large body of technical documentation dealing 
with, statistics and) tests. .respecting.car andsjganage fires 
that supported his position. 


&> Building Officials Posat2on 
Sentence, 3.4.1.1...) .eegquiness Exit, Lagilicies: <<.-abe 


provided tO a public. thoroughiare ofr a surtable open space 
With access to. a public tnroughiare .<.") An “the opinion of 


7 hy ee 
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the Building Official the exit facilities provided for the 
parking structure do not meet the intent of the Code in that 
the exit stairs do not discharge outside the Dueling butatco 
a floor area containing parked cars. IM athis| kayo gewmelay ee wr 
formulated on the basis of explanatory material contained in 
the’ “N.R.C."s ‘commentary on 'Part 3 of sthess1980 "National 
Bualding Code.) “The Building Official interprets the intent 
of “Sentence 3..4 1 (lL). to meansthar occupants must be able 
to discharge from an exit system without LC Seilee ab Gece leno i 
area to a safe open space outside the building. 


Commrss Lon eRu wing 


ine Lavour (Of thee Applicant. Ee eis. the deci se Ono tt stne 
Building Code Commission that applicatson #85-18-167 
demonstrates a sufficiency of compliance with the Ontario 
Building Code, 0. Reg. 583/83 provided that: 


ihe the fire separation between grade level and the level 
above shall have a one-hour fire resistance rating 
and shall have no unprotected Openings, including 
vehicle ramps. 


ae the exterior, of Whe sqrade wevelmchaiie be kept free 
from any form of enclosure, including walls, 
parapets, railings screens or other encumbrances. 


on the parking space immediately north and the Space 
immediately west of the stair enclosures at grade 
Bevel eshatl Sbev kene tree==and unobstructed. The 


perimeter of these spaces shall be Prov idedmewith= a 
permanent barrier that will ensure free pedestrian 
egress and prevent vehicle parking. 


Reasons 


tlhe Technical documentation submitted indicated that open 
air storage garages are a low fire nhs Watshiate le 


2, There are no unprotected openings from grade level to 
floor levels above. 


aie Thew'grade @llevel ay lai" be completely open to the 
exter for. 


4. A spatial separation will be maintained at the east 
doors on grade level. 


53, Additional means of egress have been provided from 
the upper levels by the ramps, bridge and convenience 
Stare. 

G.. A Site Visit by the BIGHGehdsrern ined that there! is 


fire department access on three sides of the proposed 
structure. 


Ministry a 
T, of Building Code Commission 
Housing Building Materials Evaluation Commission 
Ontario 
ae 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








AUTHORIZATION #86-1-91] 


BY THE 19 November 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATER OF (iSeCtLonmeld 94) (bj) Otecne Buriding, Gode Act, 
Revised Statutes OraOntamo, vlL730, @napecer oF 


AND] IN STHESMATTIER OF Gan) applacatcion bys 


Legerlite Plastics Inc. 
ESpro, CoOacingsetne- 

S057 Selkink 

Pointe Claire, Quebec 
HOReesio2 


ONy THE SUBJUECE OR: 


(a) Exterior foamed plastic or mineral wool based 
insulation and finish system with open weave glass 
fiber fabric, embedded in a copolymer based synthetic 
or polymer based cementicious ground coat and finished 
with a synthetic ready mixed acrylic based texture 
Wal lecoatingvol integral color Lor the exterior oOfea 

=) buaiding wall. 


(b)" Bxteriaeor finish system sas outlined ian (a) paragraph 
above and applied to masonry, concrete or exterior 
drywall surfaces of a building’s exterior wall. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and 
Conga tO: 


ne Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
applicant or the agent at the above address, withdraw the 
authorization and no further installations shall be made 
Subsequent to the effective date of the termination as set 
Out 1n the wertten  nelice, 


ae The COMMISSION does not assume or undertake to discharge 
any responsibiijmatyeot the applicant’ to any other party -or 
parties and does not in any manner warrant or guarantee the 
correctness and/or the successful performance of the 
subject matter. 


ioe) 
. 


This AUTHORIZATION may be mentioned in promotional and/or 
2) advertising material, however it 1s not to be used 
expressly or impliedly as an endorsement of any product, 
material, technique or design which is described herein. 


Ya eee 





This AUTHORIZATION is not transferable to any other pabty. 
If the APPLICANT makes any revision or change to the 
address or the materials, technique, design, system and/or 
use of the same shall automatically be cause for 
termination, unless prior approval is granted for such 
revision of change by the COMMISSION. 


Construction and installation shall be in conformance to 
all applicable governing legislation except that compliance 
with the terms and conditions described herein shall be 
deemed not to be a contravention of the Building Code. 
Where applicable any change in the Act, Regulation or Code 
provisions shall be grounds for re-evaluation by the 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


6. 


OT 


This exterior foamed plastic insulation system is not 
noncombustible and shall not be used as a structural 
element. 


Exterior foamed plastic insulation system when protected on 

the interior side by a thermal barrier in conformance to 

the Ontario Building Code, may be used as a combustible 

element permitted in noncombustible construction. CS 





Ga) the, inculatronshiallenave aaelame Spreadsratang 
classification as required by the Ontario Building 
Code to determine the interior thermal barrier. The 


flame spread and the manufacturer's name shall be 
clearly =marked on ‘thesiansulation. 


(Oye NO vaddrt ives ssuch as rapid binders, anti freeze, 
accelerators etc. shall be added to any component 
unless specified by the manufacturer. 


The finish materials shall cover all the exposed surfaces 
of the insulation and shall remain in placemform aty feast 15 
minutes when tested in conformance with ULC §$101-1977 or 
CAN 4-S101-M82. 


Each installation shall conform to the manufacturer's 
installation instructions and shall be reviewed in detail, 
Stamped and signed for construction as specified by the 
manufacturer's listed trained personnel. Identification 
cards for installers shall be issued Cniy* £O.-dualatied 
trained personnel listed by the manufacturer. 





eas pe 


nes 


Except where a building face is adjacent to a street, the 
building face shall have a minimum limiting distance of 


(a) 6-°m (20 FEL) for buildings up to and including seven 
storeys in building height, and 


Cb) Seem 40 Ft.) for buildings exceeding seven storeys in 
building height, and 


(C) -bualding height shall be as defined by the Ontario 
Building Code. 


DATED at Toronto rhis {> day in the month of in 


the year {SSC for authorization # §¢-{-93[{ on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry BA 
FT) of Building Code Commission 
Ontario Housing Building Materials Evaluation Commission 
ETE TE] 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








HARDWARE ON ACCESS BoC .C eer eo-. 165 
TO EXIT DOORS 10 April 1986 


General Description of Project 


This one storey restaurant inside a mall is a Group A Div. 
2 assembly occupancy employing thumb turn locks on the 
inside bottom rail of the entrance/exit double swing 
doors. 


Reason for Application 


O2B.C. Regulation 533/83. Sentence 3.3.2.7.) requires 
that this, occupancy “containing, an occupant load of smore 
than 100 persons shall be equipped with hardware that will 
release and allow the doors to swing wide open when a 
force of 90N is applied to the device in the direction of 
travel co, Enevex ut. 


Applicant's Position 


@ The restaurant doors are wide open most of the time; 
particularly at peak business times (lunch and dinner) 
when the occupant load is more than 100 persons. The 


doors are never locked unless the restaurant is closed to 
the public. There is no latching device on these doors; 
they push open freely. After hours the doors are secured 
with the thumb turn locks om” the interior side or keyed 
locked on the exterior. 


Biivaind Orli.c va buSGPOs tel ol 


Two egress doors both equipped with release type hardware 
as described in Sentence 3.3.2.7.(1) must be provided from 
this Group Ay Div. 2. occupancy. 


Commission Ruling 


In favour [ors the App lacant. It is the decision of the 
Building Code Commission that application #86-1-168 meets 
the intent of the Building Code on condition that ‘the 
interior thumb latch locks be removed from the access to 
exit doors in order that these doors remain unlocked while 
patrons are on the premises. 


Reasons 


The premises is fully sprinklered. The Applicant has 
informed the Commission that they never lock these doors 
when patrons are on. the premises and other required exit 
is i Lace. 


Ministry 
Ky of Building Code Commission 


Housin Idi ; ‘ Peel 
Ontario g Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 


AUTHORIZATION #86-2-92 
BY THE 7 November 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


IN “THE. MATTER OF -Secevon =le (4) Cb) Of vehe Burlaung, Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE “MATIER “OF “tne? Appiicane: 


Aone b- ROOIANG wa WUnd Ob Apne. Opewe rence te. 
640 Great South Road 
Manukau City, New Zealand 


AND AGENT: 


Atte, Rooting Internagionai, = Canada 
201-2160 Springer Avenue 

Burnaby, bec 

VSB SM7 


ON: THE SUBJECT (OF; 


Decrabond Roofing System, a galvanized sheet steel shaped in 
various» profiles of ‘tile, coated on the exposed side with 
natural crushed stone chips bonded by a base coat of acrylic 
resin: and clear acrylic overglaze: 


THE COMMISSION HEREBY AUTHORIZES to’ the Applicant the use of 
the aforementioned matter subject to the following terms and 
conditions: 


1. Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should be 
amended and/or terminted, the COMMISSION may by written 
notice to the applicant or the agent at the above 
address, withdraw the autnorization and no rurther 
installations shall be made subsequent to the effective 
date of the termination as set out in the written 
nNOwECe:, 


2. The COMMISSION does not assume or undertake to discharge 
any responsibility of the applicant Co any other party 
or parties and does not in any manner warrant or 
guarantee the correctness and/or the successful 
performance of the subject’ matter. 


3. This AUTHORIZATION may be mentioned in promotional 
SQ and/or advertising material, however, it is not to be 

| used expressly or impliedly as an endorsement of any 
product, Material, scechni due on des ton which is 
described herein. 


This AUTHORIZATION 3s not transferable to any, other 
pantyeg If che: ARPLICANTemakes an wane Vi saonsemeerange ito 
the address or the materials, technique, desicn, system 
and/or use of the same shall automatically be cause for 
termination, unless prior approval_is granted for such 
revision of change by the COMMISSION. 


Construction and installation shall be in conformance to 
all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


Or 


Or 


Except as authorized herein all applicable requirements 
or the Ontario Building Code Act and Ontario Requlation 
293/783 shall) be met, A copy of this Authorization 
Shall be kept wand maintained on the site of 

CONS thc on: 


When this roofing system is used for noncombustible 
construction all components and support members shall 
be of noncombustible materials. 


Conformance shall be made to a current CMHC Evaluation 
Reporte, MOWEVer jin case, ote Cont luctewiths this 
authorization the more stringent matter shall prevail. 


Subject to paragraphs herein this roofing system shall 
be in accordance with the manufacturer's published 
instructions and installation shall be by the 
manufacturer's trained qualified tradespersons. 


In lieu of wood roof sheathing for this roofing system, 
wood purlins (battens) may be used. 


Bave protection. except for over unheated garages, 
carports and porches, shall be laid beneath the starter 
Strip extending from the edge of the roof to not less 
than 750 mm (30 in.) inside the inner face of the 
exterlor wall_and shall] consist of; 


(a) WNo,15 asphalt-saturated felt laid in two plies 
lapped 480 mm (19 in.) and cemented together with 
lap cement, or 


(b) Type S smooth surface roll roofing, or 


(c) Self-sealing composite membranes eonsisting of 
polyethylene and bituminous materials. 


B Aste 








eee 
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14. 


iweyn 
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When underlay is provided beneath this roofing system 
it shall be in compliance with the Code for the 
materials and the installation shall be in accordance 
to the manufacturer's recommendations. 


In addition to paragraphs 11 and 12, positive drainage 
of the eave protection and the underlay materials shall 
be made at the lower end. 


For existing roofs, the structural adequacy of the roof 
framing and the supporting members shall be examined by 
a qualified manufacturer's representative anda 
written, signed and dated certificate shall be attached 
to the manufacturer's warranty with copies to the 
building official and owner(s). 


Voids between existing roofing systems and this new 
roofing system shall not be filled with insulation. 


DATED at Toronto this 1 day in the month of NOVEMBERin 
the year 1986 for authorization # B6-2-92Z on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 








Ministry 4 
YF) of Building Code Commission 
Ones Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 
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SPATIAL SEPARATION AND ZERO LOT LINE B.C.C. #86-2-169 
So ee ee 10 April 1986 


General Description Of Project 


A new housing subdivision with less than the required 
Spatial separation between some of the dwellings units on 
the adjoining properties was constructed with unprotected 
Openings. However, some of the adjacent dwelling units had 
noncombustible cladding and no openings. 


Reason forsApplication 


OTB JCS “Regullatront S6oy 35 %sentences 92104 5265" 2) "requires 
that the spatial separation be guaranteed in the title of 
both properties in order to calculate the spatial 
separation as if the dwelling units were constructed on 
the same property. 


Applicant *s*Posrtion 


It 1S proposed to use special provisions for zero lot line 
D> Spatial separation to allow the placement of unprotected 
openings in one side wall of a house located less than 1.2 
meters from the adjacent property line while having 
guaranteed in the title of both adjoining properties a 
minimum of 1.2 meters separation between building faces. 


BurloinglOtrrucilal ss @PosLedon 


Single family dwelling units are proposed with limiting 
distances. of 1 m and 0.25 m each... No unprotected openings 
are permitted where the limiting distance is less than 

Lea ema CC Pause. 75.8. (1) (>) = Requirement regarding -— 
“Guaranteed 1m tatle”™” has’ mot been met. Therefore 
applacable limiting distance by definition 13) om “and 
unprotected openings are not permitted. The Code provision 
in Sentence 9.10.15.8.(2) allows the spatial separation to 
be measured from building face to building face without 
regard to the property line if the spatial separation is 
"guaranteed in the title of both properties". 


OG a 


Commission Ruling 


In favour of the Applicant. It is the decision of the 
Building Code Commission that application #86-2-169 has a 
sufficiency of compliance with the Ontario Building Code i£ 
the following conditions are met. 


I. (a)e~ The, exposing! buidding: face) of the dwelling unit 
that will have less than the required iaima ting 
distance shall be clad with noncombustible 
material, have a fire resistance rauing Ofe/ 4h 
and contain no unprotected openings. 


(b) The exposing building face of the adjacent 
dwelling unit which guaranteed the Spatial 
separation of 1.2 m may be comprised of 
unprotected openings not exceeding 7% of the 
total wall area. 


2. The spatial separation between adwellingmunwesdon 
adjoining properties must be Guat anececmineeiemarelLes 
OL EDOENE properties 








December 15, 1986 


Subject: Application to Building Material Evaluation 
Commission #86-3-93, Isobloc 


Further to our letters of 29 April, 22 May and 18 
August 1946, please be advised that the subject 
application is hereby cancelled. 


Should you wish to reapply in the future you may do s0 
in the usual inannec. 


Sincerely, 


K.S. Reel 

Secretary 

Building Materials 
Evaluation Commission 


KSR/sinc 
EX70 
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THERMAL RESISTANCE BeC. Cs. foo ov 
A ar pera a= 12 June 1986 


General Description of Project 


This is a solid wood building system (log house) that 
uses horizontally stacked timber in lieu of conventional 
stud framed walls. 


Reason for Application 


O.B.C. Regulation 583/83 Sentence 9.26.2.7.(2) requires 
that log wall construction shall have a miminum thermal 
resistancesof RSiz=2-1. This project provides less 
thermal resistance than is required by the Code; it is 
offset ‘Lhrough additional thermal resistance in the roof. 


Applicant's Position 


Although the walls provide less thermal resistance than 

is required the roof provides additional thermal 

resistance. The total heat loss to the exterior is 

therefore decreased achieving sufficiency of compliance 
> to the Code. 


Building Official's Position 


The Code 15 very clear — presently requiring «a minimum 
thermal resistance of RSI-2.1. 


Commission Ruling 


In “favour. of. the BualdingyOfiicial.) sit isthe sdecucion 
of the Building Code Commission that application 
#86-3-170 does not meet the requirements of Sections 9.26 
and.29%3.0 Of sthe buildings code. 


Reasons 


No evidence has been submitted from an architect or 
professional engineer that this building meets the 
requirements of the, Ontario wBuilding Code, as provided 
for wnder Sectronm 9-39. 
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This is a summary of the decision or authorization. 
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IN THE MATTER OF Section 18(4) 


AND IN THE MATTER OF an application by: 


AUTHORIZATION 
BY THE 


Building Materials Evaluation Commission 


Rulin 





gS 


#86-4-94 
23 Aprat 1987 


BUILDING MATERIALS EVALUATION COMMISSION 


Of the Building Code Act, 


Revised statutes of Ontario, 1980, Chapter 51 


Forrer Chemical 

T2220 We Park vand Court 
P02 Box 23457 
Milwaukee, U.S.A. 

Wl. So723 


AGENT: 


TCG Materials Limited 
PoC. box o0800 
Burlington, Ontario 
LI 3Yo 


ON THE SUBJECT (OF: 


Dry Block ® System, is an integral polymeric water repellent 
admixture as manufactured by Forrer Chemical for the 
manufacturing of concrete block and mortar. This admixture 
is used in above grade exterior masonry single wythes walls 
in lieu of subsequent externally applied water repellents 


and interior dampproofing. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
eond1Gions.< 


doe 


Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should be 


amended and/or terminated, 


the COMMISSION may by 


written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made subsequent to the 
effective date of the termination as set out in the 


written notice. 


The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to any 
other party or parties and does not in any manner 
warrant or guarantee the correctness and/or the 
successful performance of the subject matter. 


This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unléss priors approval aiscwoLanted 
for such revision of change by the COMMISSION. 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SEBCTE TCG. REQUIREMENTS: 


6. 


1M a 


Except as authorized herein all applicable requirements 
of the Ontario Building Code Act and Ontario Regulation 
409756 Shall -besmet. «A CODY, Of stnlseAUtnNOL ration 
shall be kept and maintained on the site of 
CONSChUCELON. 


Subject to paragraphs herein this system shall be in 
accordance with the manufacturers published 
INSerucELOnS and sinctallatsonsehalmebesby the 
manufacturer's trained qualified tradespersons. 


invlieis of intervor sdampprooting,  sneatning and 
membranes of breather type materials; concrete blocks 
and mortar with this FORRER DRY BLOCK @ admixture may 
be used for above grade exterior masonry single wythe 
loadbearing and non-loadbearing walls. 


This authorization number "BMEC #86-4-94" shall be 
TegiblyVceast intoseach Om these Dilocks,at the time of 
manufacturing. 


The Outiding sor eicral shal econtium Onmtne  obsite the 
quantity OF “dry blockemorbar additive to wpe used as 
noted in, the instructions on the tabels of the 
containers, then the building official shall obliterate 
the labels: on the required containers. 


a7 


Dus 


bea 


7 laa es 


DATED GE "Toronto, “os ce day in the month of 


The building official with reasonable cause may take 
away samples of the block and or mortar at any time to 
be tested to the manufacturer's published 
specifications by an independent test agency at the 
expense of the block manufacturer or the mortar mixing 
CONTLACCTCOL. 


To. confirm the validity of this authorization on ANY 
building, a document supplied by the block manufacturer 
shall. beta led with tthe. “chiem cpiicrai’’ fer teach 
building. = Thespurpose mf that doctiment is to certify 
that the block and mortar as supplied and installed 
complies: with this authorization. The document shall 
also reference the building name, address, date of 
construction and shall be signed and dated by an 
authorized representative of the block manufacturer, 
masonry “installer and the chief Officidl. 


This’ Dry Block"'Systenm Shal) be“classifved dasa ‘breather 
type membrane and not a vapour barrier, which does not 
allow the passage of water vapours. However, exterior 
Surtace wetness occurs and vapours are dissipated 
within the open cores and the mortar joints are broken 
between the front “and “rear “of “ehe™bilock - 


APRIL 


in the vear” [Sry for’ authori Zacvon # 86-4t- oer 
on benalrr or: 


BUILDING MATERIALS EVALUATION COMMISSION 





Ministry 
YF) of Building Code Commission 


Housin Pi s | = ‘ * 
Ontario g Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
@ 


DIRECTION OF DOOR SWING Be. Ce Poo 4— 1 7 L 
12 June 1986 





General) Description of Project 


The premises are currently used as a private art gallery on 
the ground floor and basement with a residence on the 
second and third floor levels. 


Reason for “Application 


OSB.~Ces Regulation 563/03, Article 9..9°6.9 requrres that 
every exit door shall swing on a vertical axis in the 
direction of exit travel. The front entrance to the 
building which provides access to both the ground floor 
commercial and the upper level residential does not swing 
on. the-direct von of exit “travel. 


Applicant's Position 


The doors are the original ornamental doors; to change 
their swing would require total replacement. With the 
provision of a second means of exit an acceptable level of 

@ life safety would be achieved; therefore the entry doors 
could remain as they currently exist. 


Bul lding sOtfa cial “s) Posreron 


The requirement is that an exit door shall swing in the 
direction of “exit. 


Commission Ruling 


in: Lavous Of the” Bai lading Oriicidie §ae 1s tc herdecision of 
the Building Code Commission on application #86-4-171 that 
the leafs of the front entrance door shall swing in the 
direction of exit travel, and the remaining items on the 
Order to Comply shall be completed to the satisfaction of 
the (Busldaing Ciiic. al. 


Reasons 

li. The Building Code as “specific in its requirement that 
the exit doors must swing in the direction of exit 
travel. 


2. The applicant and the Building Official have reached a 
mutually satisfactory agreement on the means of meeting 
nee the remaining Building Code requirements stated in the 
Order to Comply. 


Ontario 





Ministry 


w 
of Building Code Commission 
Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 


AUTHORIZATION #86-5-95 
BY THE 7 November 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18(4)(b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND INPTHECMATTER Ob@thesApplrcant: 
CanocuScrucrures. ime. 
140 Riviera Drive 
Markham, Ontario 
BSR SM 


ON THE “SUBJECT OF: 


Nascor TM System, which 1s prefabricated components for Goad 
bearing, above grade, combustible construction, exterior 
integrated wall assembly. Constructed from double studs 
useaGien the flat,ifastened to Silt fandi header iplares and 
bonded-to a rigid board expanded polystyrene core, 
mechanically fastened to each other with spiral Naas. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
Cond poles 


ie Where in the opinion of the COMMISSION negative experience 
indicates that this atithorization should be amended and/or 
terminated, the COMMISSION may by written notice to the 
apolicant. Or Ehe agenemat the webove address, withdraw the 
authorization and no further installations shall be made 
subsequent to theseftective datewot the termination as set 
out “Inwthe wratten netvees 


2% The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant te any OLENer party ior 
parties andi does not in any manner warrant or guarantee ene 
correctness and/or the successful performance of the subject 
Maeccer. 


cin This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however it is not to be used expressly 
or impliedly as an endorsement of any product, material, 
technique or design which is described herein. 


Gn 


er 


fhis AUTHORIZATION tS snoreuratistermaple Eo, any Orner warcy. 
If the APPLICANT makes any revision or change to the address 
or the materials, techniques, design, system and/or use of 
the same shall automatically be cause for termination unless 
prior approval Misegranteadsror suchm@revusion osicnange 

by the COMMISSION. 


Construction and installatron shall bei ngeontormance toral) 
applicable governing legislation -eéxcepryunarscomplvance with 
the terms and conditions described herein shall be deemed 
not to be a contravention of the BulddingaCodesaawhere 
applicable any change in the Act, Regulation or Code 
provisions shaldy bewgqrounds. for re-evaluaci one byathe 
COMMISSION. 


AND SPECIFIC REQUIREMENTS: 





Except as authorized herein all applicable requirements of 
BHCROMU ATO SUI ing EGOdOs Gi mand Meg lations te eee O cine ti. 
AS GoOpyeoLritnveceauthorlaakwon shaid bemattachedhrorathe 
applieatien Lormrasbullding@permierandea copyeshaluebe Keo. 
and maintained on the site of the congtruction as per cade 
requirements. 


Mhis AUTHRORTZATTONM Eee Tirta mL read) Lortnie: contmnirancesar 
aoa lide Ge Man CG. pita: ein Gg iMat eine) S hvala tl On Reror ty. 


Roehmims tal latvonmehaliuieconiorme tomthetmanutactuverts 
publrehea instal Parionsimstrvuctiens and=shal) -be sreviewed in 
detaa ls, stamped, cated and sicnedetoraconstruct1 oneas 
Speciined by thelmanutacturervs dasted trainedspersonnel , 
[dentifiicaticonicardsetor anstadjerssshall be issued only to 
qualified trained personnel listed by the manufacturer. 


The subject matter shall be designed, engineered, inspected 
andyverifized by the arehatect or engineer’ as per code 
nequasements.  ~Acdocumentvor Certiticaetionswith anearchitect 
OMsENGINeSri ss Vauthorazed sins Ontario}. stanpeashal) be 
EOewarged Tos ne Chie? shui ding Orivcrval and sthesauul ding 
Owner(s). 


Pee 


~ 


Wi. 


ee 


Engineering inspection of the subject construction shall be 
carried out; to ensure that construction 1s consistent with 
the design, by the person responsible for its design details 
and general review during construction; or by another person 
Qualbifided an: the anispectron of this construction and who is 
responsible to the design architect or engineer and all 
construction documents shall be duly sealed. 


The manufacturer shall further produce a written guarantee 
on the Nascor Wall System for each building wherein this 
system has been constructed. Copies of this guarantee shall 
be forwarded to the Chief Building Official and the building 
owner(s). 


Subject to the above paragraph 1 of this authorization 
shall be further limited to buildings using the 
subject matter for which a permit is applied for 

prior to 3). December 1989. However, the applicant 

may by written registered letter to this COMMISSION 
request an amendment to this paragraph at least 

three months before that date. - 


DATED at Toronto this -)) day in the month of NOVEMBER in 


the year [D&G for authorization # BG6-5 —-9S on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
YF) of Building Code Commission 


Ontario Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
ce 


EXCEPTIONS TO-.BUILDING HEIGHT IN STORBYS Dae OnberoO- oo Lue 
24 July 1986 


General Description of Project 


This is an existing one storey building approximately 18000 
sq.ft) invarea of noncombustible construction with a root 
assembly consisting of wood planking. It is subdivided 
into three separate areas - two fur storage vaults and 
cleaning operations/general storage/office mezzanine. 


Reason for Application 


OsBaG.. Regitation sS37e3 Sentence. 3.2. b.2.0(4 provides the 
exception that a mezzanine shall not be required to be 
considered as a storey in calculating building height where 
it does not exceed 10 per cent of the area of the storey in 
WHC seats soc are cd. 


Applicanc Ss. Positron 


The fur storage vaults are separated from each other and 
the remainder of the building by at least Zh fire 

a) resistance rated separations constructed of 8 in. hollow 
masonry blocks. A material called Zonolite has been 
applied to the walls and ceilings of the vaults for 
ansulation, purposes... Thissmarertaleis also a Jrsted fire 
Proofing material and wincreases the fire resistance rating 
of the separations considerably beyond 2 hours. 


These can be considered as equivalencies to permitting the 
deck levels to exceed the 10 per cent limit on enclosed 
mezzanines since any hazard presented by the mezzanine is 
effectively contained by the fire separations. 


The entire pbuilding 2s provided whthva. tully supervised 
fire alarm system connected to a central station monitoring 
system as well as being protected by an automatic sprinkler 
system, located ae Ceiling. evel. 


Building OLrieta lao POsuLcon 
Appropriate irel mes: stance ratings have: not been provided. 
This: DLO JeCL 1c a gtwOrtrer, Mezzanine used cor Tur slLoraqe. 


Each level is 5586 sq @t in area. Ihe mezzanines: occupy 
100° per cence of he Woon iawhien eney are Locaced: 


A eae 


Commission Ruling 

in favour ofitthe Applicant. fC to seule deciston-oL cre 
Building Code Commission that application #86-5-172 
indicates an arrangement of cold storage levels consisting 
of an intermediate deck racking system which demonstrates a 
sufficiency of compliance with the Ontario Building Code. 


Reasons 


l. The buildings ssprovided=with ja —supesviscdsbire alarm 
system. 


2. SPnemDuUslarng 1s. fully sporniwereds: 
3... Fumestorage tisjea low #ivre load: 


4. The storage vaults are provided with temperature 
sensors to monitor temperature changes of +/- 1°C. 


5. Each level of storage has been provided with an egress. 
6. Storage vwareas .are~not open .to the public. 


7. During non business hours the premises are provided 
with an ultra sensitive detection system. 


Ontario 








Ministry a 
of Building Code Commission 
Housing Building Materials Evaluation Commission 
Riccar] 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont M5G 2E5 


2. 


AUTHORIZATION #86-6-96 
BY THE 7 November 1986 


BUILDING MATERIALS EVALUATION COMMISSION 


LN THE sMATDERCOPeSeccdonkls (4) Cho eonrcherBurhaing (Geode Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN CTHE IMATRTORTOF Santappilicatvonuby: 


Doubde FPA/D IDES tributors Gud. 
420 ST apscoetekoad 
Scarborough, “Ont arvoe 

M1B 1yY4 


ON THE, SUBJECT OF: 


(a) Exterior foamed plastic or mineral wool based 
insulation and finish system with open weave 
glass fiber fabric, embedded in a copolymer 
based synthetic or polymer based cementicious 
ground coat and finished with a synthetic ready 
mixed acrylic based texture wall coating of 
imbveqral color ‘for thesexterionr tor Sabaridind 
wads: 


(bob) Exterior finish system as outlined rn (a) 
paragraph above “and applved to “masonry, concrete 
oreexterror drywall surfaces of a ibuilding's 
exterior wall. 


THE COMMISSION HEREBY CAUTHORIZES co (the Appiveante =the use of 
the aforementioned matter subject to the following terms and 
cond wayvons: 


me Where in the opinion of the COMMISSION negative 
experience indicates that this authorization 
should be amended and/or terminated, the COMMISSION 
may by written notice to the applicant or the agent at 
the above address, withdraw the authorization and no 
further installations shall be made subsequent to the 
effective date of the termination as set out in the 
written notice. 


Des The COMMISSION does not assume or undertake to 
discharge sany sespons tou ey ion «the rapoaLecant “to any 
other party or parties and does not in any manner 
warrant or guarantee the correctness and/or the 
successful performance of the subject matter ; 


Bee This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however 16 1s not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


Ses 


This AUTHORIZATION is not transferable to any other 
party. if the APPLICANT Makes any revision or change 
to the ‘address ‘or’ thewmatervalls, seechna que, design, 
system and/or use of the same Shall automatically be 
Cause fOr Cermination,) Unless prior sap pLovalaws 
gGvanted forrsuch revision 6f change ibyethe GOMMESSTON. 


Construction and installation shall be in conformance 
to) all applicable?tgoverning jlequslationme cept aunae 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of 
the Building Code. Where applicable any change in the 
Act, Regulation or Code provisions shall be grounds 
for re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


GF 


Oe 


Thies: exterrousfoamedepkastic ahsubation SVisien . Saino t 
noncombustible and shall NOMECCEMSCdLasS gamctnuCctural 
element. 


ExXteriou foamed plastic, insulation isystem when 
protected on the vwinterior side by a thermal ibarrier in 
conformance "LoabhesOntario Building Code; may be used 
as a combustible element permitted in noncombustible 
CONSGLUC Lon. 


Va) ieelhesdinsubacvomeshallk havesast Lame Spread rating 
classification as required by the Ontario 
Building Code to determine the interior thermal 
barrier. The flame spread and the manufacturer's 
name shall be clearly marked on the insulation. 


(Dy) NOMaddivives such as rapid DINdens, antl seneeze 
accelerators ete snall baevadded to any component 
unless specified by ‘the manufacturer. 


The finish materials shall cover all the exposed 
PUbeaces Of the ansulatvoncandmshal) acemaim: <n place 
for at least 15 minutes when tested in conformance 
Wily SU CeS Oils) OFiieeo wieCAN «4S Oe Mao 


Each installation shall conform to the manufacturer's 
installation: tnstruct1 ons veandeshnal line reviewed in 
detail, astampedsand sagmed for construct vonwac 

Speci Sued byiebhesmannt actunen tomlnsstie dwar auned 
personnel. Identification cards for installers shal] 
be issued only to qualified trained personnelimimsted 
by the manufacturer. 


wie 7 


ie 


Except where a building face 1s adjacent to a street, 
the building face shall have a minimum limiting 
distance of 


Cayer Orme 20:-ft.) sbOr pumloangsmup tomangdernceluaing 
seven storeys in building height, and 


(pb) 2m (40° tts) for buzldingsyexceeding seven 
Storeys tn building height, and 


(c) building height shall be as defined by the 
Ontari1o- Bullamng Code; 


th | 
DATED at Toronto this 7 day in the month of NOVEMBER in 
the year 198G for authorization # 66-6-%6 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
YF) of Building Code Commission 


Gata Housing Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont M5G 2E5 


~) 


DISTANCE BETWEEN EXITS B.C.C. #86-6-173 
a 24 July 1986 


General svescerroecionrOoregP ro cece 


This condominium apartment building is 13 storeys in 
building herght.= -Storeys o eo =l2emnclusive-convaim 
apartment units provided with a means of egress comprised 
of a fine Geparated corridor with fire separated exit 
stairways located at the extremities of the corridor. The 
exit doors are located with the required 9 metres distance 
between them except for the 12th floor which was changed 
during construction and reduced, to: 6 metres between the 
exit doors. 


Reason for Application 


O.B.C., Regulation 563/63 "Clause 324) 2.2.40 Ca) wrequsnes 
that except where a floor area is divided by a fire 
separation so that it is necessary to pass through it to 
travel fron. one exit to,another, exit, che tease distance 
between 2 required exits from a floor area shall be one 

©) half the maximum diagonal «dimension of the tloor area, but 
needimnot be more than 9m for a hloor area Havang a public 
COLELOOG. 


Appidicant sy Position 


The 12th floor was redesigned to accommodate only two 
penthouse units (in lieu of the originally designed three 
units). Since some of the hallway is incorporated within 
the suites the exit doors were relocated and are 8 metres 
apart. The level of safety has not been reduced. 


BuULlding OfLtacial ss: Posperon 


The exit door se Location, in conjunction with the seduction 
Tne apauemen eaqunit se COMmes et Oz Ces. nOu Becuce. che 
performance level of the means of egress below that 
intended by the Code. However, the least distance between 
they twouexitomac) Gequired by Clause 3).4.2. 2). (-b)a) nas wnoe 
been provided. 


Commission Ruling 
In favoun ObstiewAppllcanvs me US ther decision of the 
Building Code Commission that application #86-6—-173 


© indicates a sufficiency of compliance with the Ontario 
Burlding Code: 


 entoiee 


Reasons 

1. The occupant load has been reduced by the reduction in 
number of suLtesson. tChismr looms roms. tO. 2. 

2. The access to exit from the suites are immediately 
adjacent to the exit doors from the floor area. 

3. The fire separated stairways are located at the 
extremities of the corridor. 

4. The distance between the exit doors of 8 metres in lieu 


of 9 metres does not substantially reduce the 
performance level of the means of egress. 


Ministry 
) of Building Code Commission 


Housin 7 = A 7. . ; 
Ontano g Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


ae AUTHORIZATION £6 657=97 


BY THE 7 November, 1986 
BUILDING MATERIALS EVALUATION COMMISSION 


TNO THE -MAPTER OF Section 18(4)) (bb) of the Buvidaing Code Act, 
Revised Statutes of Ontario, 1980), Chapter SI 


AND IN THE MATTER OF the Applicant: 


Preswitt Manufacturing Ltd. 
2040 West 12th Avenue 
Vancouver, -5b5¢. 

V6J 2G2 


ON? THE SUBJECT OF; 


(a) Exteriors foameds plastic Oreminerdal wood -basedq 
insulation and finish system with open weave glass 
fiber fabric, embedded in a copolymer based 
synthetic or polymer based cementicious ground 
coat and finished with a synthetic ready mixed 
acrylic based texture wall coating of integral 
color fore thesexterior Of a bualding walls 


&) (boy -Exteriror finishasystem as OuGlInedwai ny (ay 
paragraph above and applied to masonry, concrete 
Or exterior drywall ssurfaces OF a Dur rding ss 
exterior wall. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
eond1 tions: 


1. Where in the opinion of the COMMISSION negative 
experience indicates that this authorization should be 
amended and/or terminated, the COMMISSION may by written 
notice, towthe tapplicants»om thesagent vat thesabove 
addrecs, withdraw the eauLrnorizgatlonmancdsano rurtner 
installations shall be made subsequent to the effective 
date sof ithe terminabionsds set Out Inetne written 
notice: 


2. The COMMISSION does not assume or undertake to discharge 
any responsibility of Chesapolacant to any Other party 
or parties and does not in any manner warrant or 
Guarentee the correctness and/or the successful 
pertormance of the ssubjectu matter. 


3. This AUTHORIZATION may be mentioned in promotional 
& and/or advertising material, however it is not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which iS 
described herein. 


-2- 





Ti SeAULHOR CATT ONS SenOu sebatiste ray le tO many so GIer & 
party." If the APPLICANT makes any revision or change 

to the address or the materials, technigue, design, 

system and/or use of the same shall automatically be 

CaUSGuLor, Germinatl on; UNTeSS= priOG. approvals as 

CEanLee. OmesUCim GeV NSVOnN Ore changem) vant ncwCOMMiTso LON. 


GOUSPrLUCHLONManadrinstalvat On sia bein. COnLormance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of 
the Building Code. Where applicable any change in the 
Act, Regulation or Code provisions shall be grounds 
for re-evaluation by the COMMISSION. 


AND SSPECT PIC REOULREMENTS': 


62 


AOR 


This exterior foamed plastic insulation system is not 
noncombustible and shall not be used as a structural 
element. 


Exterior foamed plastic insulation system when 
protected on the interior side by a thermal barrier in 
conformance to the Ontario Building Code, may be used 
aS a combustible element permitted in noncombustible 
COnNStnucwlon-: 





Cpe Cm NSilattOnmshnal a have a tmamemspread Gaving 
classification as required by the Ontario 
Building Code to determine the interior thermal 
Davnver es Neat vaAncCespLeCad andmenesmanuracturer Ss 
name shall be clearly marked on the insulation. 


(GoM (NOmaddat evesmsuch aS acapid binders, sant: freeze, 
accelerators etc. shall ber added=corany component 
unless specified by the manufacturer. 


The finish materials shall cover all the exposed 
surfaces Of sthe insulation and shall remain in place 
for at least 15 minutes when tested in conformance 
with ULC S101-1977 or CAN 4-S101-M82. 


Bach ainstalkration shallecontorm co enesmanutacturer us 
Installation instructions and shale be reviewed in 
detail stamped and ™sitqnedq for construction as 
specified by the manufacturer's listed trained 
PersoOune we lLaentimcatroOmmcardse 1 Ome Instamlerso shalt 
be issued only to qualified trained personnel listed 
by the manufacturer. 





ee of 


stale 


Except where a building face is adjacent to a street, 


the building face shall have a minimum limiting 
distance of 


(ay) RON 20 Shi) ators bul bainogsmipe to. and including 
seven storeysvumibuilding height, and 


(b) 12 m (40 ft.) for buildings exceeding seven 
StOrey Ss cin Dbumldeng sewsht;; «and 


(c) building height shall be as defined by the 
Ontarmro sul lding Code. 


vu | 
DATED at Toronto this a day in the month of NOVEMBER in 
the year 1986 for authorization # 86-7-97 on 

behalt of: 


BUILDING MATERIALS EVALUATION COMMISSION 











Ministry 
of Building Code Commission 


Housing 





Rulin 


Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St, Toronto, Ont. M5G 2E5 
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SPATIAL SEPARATION ByiGe Ce OO — 71/4 
29 August 1986 





General Description of Project 


The projece: lshangexistings suas storeyaor face building 
adjacent to a small park and courtyard in front of a 
publics labraryeabiad dang 


Reasons tor. Appilacation 


OPBECe Reguilacione5os/78eo Table Sa2n3tAn Srovideswiharanc 
unprotected openings are permitted if the limiting 
dis tancests! lessm than) d.e2 metres. (34907 Fes )e 


Applicantts Position 


The applicant wishes to construct unprotected openings in 
the exposing building face with a limiting distance of 
two decimal one six (2.16) feet. The municipality has 
agreedy by resolution of thescityicounci 1Mthat teewould 
not permit) anyeconstrictionyonetherlands+owned by me 
(adjacent OU hetero)ect )~ferGalper Odeor 0ryeaqces 


BuUaAGAnOeOLTi cialis Position 


The construction of unprotected openings in the exposing 
burldang: face do not comply®with=them provisions of the 
Ontario Building Code* with respect®tol Pimitingedistance. 


Commission Ruling 


In favour Of the Applicant. ~Tt is. the decision of the 
Building Code Commission that application #86-7-174 shows 
a suffEiciency of compliance with the Code provided that: 


A convenant is made between all parties. The said 
convenant to be registered on title of both 
PHOpert1es Guaranvecing, thet, ~shouldstne e1ty cern + 
aiStructune Lopeeterectedron themadyaeen= property, 
the existing building shald ‘be made to comply with 
the Building Code invtorcenat. thatcime: regarding 
the unprotected openings on the exposing face. 


Ply Bona we 


Reasons 


is 


The Commission visited the site and determined that 
the spatial separation between the existing buildings 
1s adequate. 


The Commission sees no life safety problems at this 
time but the above condition will provide for life 
sarety protection in the futures shouted condi tions 
change. 


The applicant has agreed to provide a copy of the 
covenant to the Building Code Commission. 
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Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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SPATIAL SEPARATION Bei. OOS be ly 
cs apg a a 29 August 1986 


General, Deseriprion oie Project 


The application is to allow for more unprotected openings 
to the northerly exposing, busalding.facegortoan- addition 
with a limiting dastance.of16.17 ‘metres... (he, property 
adjoining is a municipality owned easement for drainage 
purposes, 15 metres in width. 


Reason for Application 


OeB.c. REGU lal On 585/05, lable 3.2554. FO Oo Group aru, 
Division 3 occupancy with 325.15 sq meters exposing 
building face ab, ag8i7etoO Aeruatuo restricts unprokected 
openings to a maximum of 16%. 


Applicant. Ss, BoSsiu1en 


The applicant wishes to construct unprotected openings in 
the stdewall to consist of 27187 sq Be (203.23 sq metres) 
or 62.5% of the exposing building face, which would 

ivi require a limiting distance of 14.54 metres. The 

@ registered title of both adjoining properties would have 
LOnadd a..COnanevon Stating stiate i. ct Old ad lig awe emt Omve 
erected on the City property in the future the owner or 
any future owner would be required to alter the 
unprotected openings to suit the requirements of the 
Biri parang, Code: 


BuLlding- Official SePrOSLGLon 


The construction of unprotected openings in the exposing 
building face do not comply with the provisions of the 
Ontario Building Code with respect to limiting distance. 


Commission Ruling 


in-favouc-ot-the-Applicant. [tis the decision of the 
Building Code Commission that application #86-8-175 shows 
a sufficiency of compliance with the Code provided that: 


A covenant is made between all parties. The said 

covenant to be registered in the title of both 

properties guaranteeing that, should the City permit 

a structure to be erected on their property, the 

existing building (shall be made co comply with. the 

Builaing Code an» fouce set iate rime regarding tne 
) unprotected openings on the exposing face. 


Beier 


Reasons 


tue 


The Commission visited the site and determined that 
although the upper 60% of the exterior wall is 
constructed of steel cladding which doesanor- provide 
ap fire resistance (rating, andmusmtnerehore defined as 
an unprotected opening, there is adequate spatial 
separation between addition and existing buildings 
next to the opposite side of the easement. 


The Commission sees no life safety problems at this 
time but the above condition will provide for Jaite 
safety protection in the future shold conditions 
change. 


The applicant has agreed to provide a copy of the 
covenant to the Building Code Commission. 
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SIZE AND OCCUPANCY B66. Ce0679-i176 
REQUIREMENTS FOR FIRE SAFETY 29 September 1986 





General Description Of Project 


the progect. isan -addituont toe Pink two seperate: existing 
Group. Ff, 4Divisron’2, iMagoryOccupancy = buildings: 


Reason’ for Application 


OS B.C. Regulation 993/03. Sentence > 2.2. (4) Seales liar va 
mezzanine shall not be reguired to be considered as a storey 
in calculating building height and need not conform to 
Sentence (3) where the mezzanine does not exceed 10 per cent 
of theMareasor tne. storey an which?hituis iocareds ©Clause 
3K2n2 4540 (2) 9 (e)  requiresvthat thee burldingrshalimbe of 
noncombustible construction, and roof assemblies shall have 
a, L172 h Tire-resistance rating. 


Applicant ss Position 


The applicant has submitted a detailed analysis and 
reclassification with respect to the requirements of 
- subsection 3.2.2. of the Code. The comprehensive 
my calculations indicate the total aggregate building area of 
the first floor, existing buildings ancludings the proposed 
limkeas 203; 746. sqe. Ct. A2i,209 sq.m). sihencotalvaggregace 
building area for the second floor (mezzanines) is 27,157 
SO. it. .(2 522.89 sq. m)*calculated! asroccupying) 9224tn0F 
the main storey area. 


Buadding Official’ se Position 


The maximum of 10% should be based on the floor area of the 
Space or room an whachithe mezzanine is Jocated and now the 
total floor area of that storey. Although there is a 
proposed cChange= to Article 3. 2.2.45. 16 is not ineseitect at 
the present time. 


Commission Ruling 


Tnetavour Of enesApplicant. 12 1s 5tnedecision.oFf erie 
Building Code Commission that application #86-9-176 meets 
the intent of the Code. 


The proposed new addition providing a link between the two 

existing plant buildings ehanges tie status or rie > lant to 

one building. ‘This ~alblows = ie area. of ines per lever 

mezzanines to be calculated as less than 10% of the total 
) building area. 


Reasons 


The addition of the link joining the two buildings allows 
the plant to be considered as one building. 
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STANDPIPE & HOSE SYSTEMS BYCLC. FPOCe LOU SL es 
26 September 1986 





General Description of Project 


The project, “anes; 000Gso. ft bualdinguaddttronm,, 1sea steel 
fabricating shop of masonry walls, steel roof joints with a 
steel ydeckeconstruction. This addition, along with the 
existing buLlding, results. in a building area of 
approximately 4200 m 2. 


Reason for Applicatzon 


O. B.C .Regularion  563/c3 Clause 3.2.5. 4.11)" (b) “stabeseehar 
asbuiiding sofumoresthan 3000 m 2 an building area Classified 
under Group F, Division 3 would have to be provided with a 
standpipe and hose system. 


Applicant's Position 
The applicant submits that since: 


=the building ius a steel fabricating plant with a minimal 
combustible load; 

@& = the company has an in place fire fighting procedure; 

- there is ready access to all fire exits with a maximum 
travel distance of 60 £t<; 

- the present building cannot be increased in size; 

- two fire hydants on the street fall well within distances 
SspecimiedyineClausest3a2.. 55203) 0b) cand) (ec). ce The = plant 
area is completely open with no cross walls or partitions; 

- the building faces two streets; 


the level of safety reguired by the Code is achieved without 
a fire hose system within the plant. 


Buvlding OnticraimcePosutron 


The area of the building exceeds the allowable building area 
under Sentence 3.2.5.4.(1). 


Commission Ruling 


In. favourecof the Applicant 7951 Bo wsaehesdecrsion of the 
Building Code Commission that application #86-10-177 
provides a sufficiency pof «compliance with sthesontanr1o 
Bualoaing ecode. 


Reasons 


»D The proposed fire protection measures contained in the 
application, specifically (ihe proves teneat sul taple: fire 
extinguishers and lack of a fire load, provide adequate life 
safety. 
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ACCESS TO EXITS BrCl. C. Fo6=l1—178 
4 December 1986 


General Description “of (Projece 


The project, 12s a Group. D: (business cccupancy) on “the first 
floor of a building. The floor aréa 1s occtipied by two 
separate tenant suites. 


Reason for Application 


Determination of access to exit and exiting requirements in 
a floor area occupied by more than one suite 


Applicant's Position 


OFB. CGC. Regulation 419/786 Article 929.7..2. States that: the 
maximum length of a dead-end public corridor shall be 
measured from the end of the dead-end portion to a point 
where it is possible to go in opposite directions to each of 
2 separate exits. 


Building Official's Position 


wy Public corridor as tequired by Article 9.9.7.1. of the 
Ontario Building) Code 1s noc provided. “Ttacéarly states 
that when a floor area is occupied by more than one suite, 
each suite shall have an exterior doorway or a doorway 
leading to an exterior passageway or to a public corridor 
and from the point doorway enters the corridor or exterior 
passageway it shall be possible to go in opposite directions 
to each of two separate exits. 


Commission Ruling 


in’ favour of the Aopliicant. lt as the decision of the 
Building Code Commission that application #86-11-178 
indicates sufficiency of compliance with the Ontario 
Building Code provided that both suites provide a free and 
clear egress to the two remote existing exits. 


Reasons 
the Floor area concerned are exceptionally small. 
Pate Travel distance between the suite exits and building 


exits is (Snore. 
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WINDOWS 











PBeCeC. seg 79 
4 December 1986 





Portion OL (basement of trucking terminal to contain truck 
draver sleeping rooms. ~lt ase spropesed that windows Not be 
provided for these sleeping rooms. The truck terminal 
building and basement area allocated for the sleeping rooms 
VS existe rae 


Reason for Application 


Onb Cs TREGULAbTONn 4197 CG AreLCle SeOu2. 1. StaLes .emat Every 
room used for sleeping in any building shall be provided 
with windows. 


Applicant's Position 


The provision of windows for the truck driver sleeping rooms 
are not required for fire safety and would not improve the 
area insofar as providing a more healthy environment. 


@ UUE eluate) 9) bnew ul sh) Viskealies youl 


Sentence 3.1.3.2. (2) states that™not more than one dwelling 
unit shall be contained within a building classified as 
Group fF, ‘Davision 2 Mayor occupancy. | Article Jace. 
requires minimum window glass area for rooms which are used 
for sleeping. 


Commission Ruling 
Tn. favour “of the Appireant. It is the decision of the 


Building, Code Commissron that application. 466-12-179 
indicates a sufficiency of compliance with the Building 


Code. 

Reasons 

iBes The code does not specifically address the requirements 
Of a short term rest facility. 

2. Normal code requirements concerning ventilation, fire 


alarms and sprinklering will be provided for the 
approval of Chiert Building CfEtcial.. 
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COMPUTER ROOM bs , B.C.C. #86-13-180 
SPRINKLER SYSTEMS ‘ 18 February 1987 


General Description of Project 


The project is a 250,000+ sq. ft. 5-storey (2 below grade and 3 
storey above grade) office building under construction. The first 
storey below grade contains 8,000+ sq.ft. computer room with 18 in 
high access flooring. The area under the access flooring contains 
P.O.C. detectors with automatic halon suppression system maintained 
at 6% concentration for 10 min. The room is manned 24 hrs/day and 
the building is sprinklered throughout. 


Reason for Application 


O.B.C. Regulation 419/86 Sentence 3.2.5.5.(1) states that where a 
sprinkler system is required it shall be in conformance with NFPA 13. 


Applicant's Position 


The purpose of the underfloor space in this computer room is to serve 
<2; as a conduit for running communication and power cable. The clear 
y height within the floor space is less than 150 mm (6 in.). NFPA 13, 

1985 recognizes the impracticality of providing sprinklers in 

similarly constricted areas by deleting the requirements for 

sprinklers in combustible concealed spaces enclosed wholly or partly 
by combustible construction. The construction materials of the floor 
and subfloor are non-combustible. The wiring represents only a minor 
amount of combustible material therefore NFPA 13 would permit 
deletion of sprinklers within the floor space irrespective of its 
height. 


Building Official's Position 


The space will be filled with wiring of combustible insulation. 
Wiring is a construction material and is an integral part of the 
building. The sprinkler system is intended to extinguish or control 
fires in the building's contents as well as the structure. 


A Halon fire protection system is not recognized by any standard as a 
replacement for sprinkler protection. 


PRE 


{L 


Commission Ruling 


In favour of the Building Official. It is the decision of the 
Building Code Commission that Application #86-13-180 does not meet 
the requirements of O. Reg. 583/83 or 419/86. 


Reasons 


1. 


The Building Code requires that this building, which contains 
interconnected floor spaces, shall be sprinklered. 


Where sprinklers are required in a building, they shall be in 
accordance with NFPA 13. 


This building does not satisfy the exception for the contents of 
the under-floor area referring to flame spread and fuel loading. 


A halon fire protection system is not recognized by the 0.B.C. or 
any standard as a replacement for sprinkler protection. 








VY 


Ontario 


® 





> 


@ 


Ministry 


ee 
of Building Code Commission 
Housing Building Materials Evaluation Commission U : nM 





gS 


is is a summary of the decision or authorization. 
rther information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


EXIT FACILITY 18 February 1987 


General Description of Project 


The project is a staircase (with landings at certain levels) 
extending from the ground floor to the fourth floor of the 
building. The stairs, 6 metres in width at the base, taper to 
1.8 metres in width at the top. 


Reason for Application 


O.B.C. Regulation 583/83 Sentence 3.4.8.5.(2) states that where the 
required width of a flight of stairs exceeds 2 200 mm one or more 
intermediate handrails continuous between landings shall be provided. 


Applicant's Position 


Since this staircase is not a means of egress it does not have a 
"required width". For aesthetic reasons the handrails are positioned 
on the walls to either side of the staircase. 


Building Official's Position 


The project is used by the public not only as a means of access to 
exit, but also for normal public admittance to the 2nd, 3rd and 4th 
floors. Thus in accordance with Sentence 3.4.1.1.(4) and 3.3.1.9.(1) 
the stairs must comply with the requirements of Section 3.4. 


Commission Ruling 


In favour of the Building Official. It is the decision of the 
Building Code Commission that Application #86-14-181 does not meet 
the requirements of O. Reg. 585/83. 


Reasons 
Stairways through which the public is normally admitted and which are 


in addition to required exits, shall conform to the requirements of 
Section 3.4. requiring intermediate handrails. 


(_ 








Ministry 
, of Building Code Commission 


Ontario Housing Building Materials Evaluation Commission 








- fF e 
—— 
This is a summary of the decision or authorization. 


wo information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


B.eC.C. #86-15-182 
ACCESS TO EXITS 19 February 1987 


General Description of Project 


The project is three 2-storey office buildings. The basement floor 
is used for individual parking garages while the ground and second 
floor are used for Group D office occupancies. 


Reason for Application 


This dispute is concerned with the access to exits and number of 
exits from all floors of the buildings. 


Applicant's Position 


O.B.C. Regulation 419/86 defines floor area as the area between 
exterior walls and firewalls excluding the space occupied by exits 
and vertical service spaces that pierce the storey. As such the 
floor area for this project is the entire floor rather than the area 
occupied by an individual unit. Units have been separated from each 
other by a 1h. fire separation (no fire separation is required 

dy between office occupancies). 


The area per unit is 155 sq. m., which would only require one means 
of egress via Table 3.3.1.A. and if this was the floor area, would 
only require on exit by Sentence 3.4.2.1.(2) and Table 3.4.2.A. The 
distance from the furthest point in a unit to the exit is less than 
the 25 m. which is the distance reference in Table 3.4.2.A. In 
addition, the distance from the furthest point of a unit to the 
exterior exit door is also less than 25 m. 


Building Official's Position 


The 0.B.C. requires every floor area to be served by two exits except 
where the floor area conforms to Table 3.4.2.A. The floor area is 
defined as the area between exterior walls and firewalls. The intent 
of the Code is to permit a single exit in buildings not exceeding 2 
storeys in building height where the floor area and travel distance 
are limited to size as per the Table. Table 3.4.2.A. only refers to 
floor area - not rooms or suites; therefore, for a floor area to be 
served by two exits you must have access to them to permit a single 
exit in building not exceeding 2 storeys in building height where the 


V2. 


floor area and travel distance are limited in size as per the 

Table. Table 3.4.2.A. only refers to floor area - not rooms or 
suites; therefore for a floor area to be served by two exits you must 
have access to them. 


Sentence 3.3.1.3.(1) requires each suite to have an exterior exit 
doorway or a doorway into a public corridor. Except where a floor 
area is permitted to have a single exit (Sentence BY452-A6 (27). you 
must have a choice of separate exits when you enter the public 
corridor. The term exterior exit doorway refers to ground floor 
units with a direct exit at grade, not to a second floor with an exit 
into a stairwell. All exit stairs must have an exterior exit 
doorway 


The reason the Code requires two exits from floor areas over a 
certain size is the possibility of one of the exits being put out of 
commission in the event of a fire and this possibility increases as 
the floor area increases. 


Commission Ruling 

In favour of Applicant. It is the decision of the Building Code 
Commission that Application #86-15-182 meets the intent of the 
Ontario Building Code Regulation 419/86. 


Reasons 


It is the intent of the Code that areas less than 155 sqe m., because 
of fire separation, may have one exit. 
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B.C.C. #86-16-183 
INTEGRITY OF EXITS 19 February 1987 


General Description of Project 


The project is a new elevator shaft being constructed for the use of 
handicapped persons in a high school. The elevator door opens onto 
landings located in an exit stairwell. 


Reason for Application 
O.B.C. Regulation 583/83 in Sentence 3.4.5.2.(5) states that an exit 


shall be designed for no purpose other than for exiting, except that 
an exit may be designed to serve as an access to a floor area. 


Applicant's Position 


The new elevator is being constructed in a three storey wing in the 
existing stair. The elevator access is gained from 2a rx toe 
landings on the second and third floor of the existing stair. 


Building Official's Position 


J 


If fire-rated screens are not constructed (or relocated) so as to 
separate the elevator opening from the exit stairs, then the elevator 
becomes part of the exit stairwell. Elevators are not recognized as 
exits and when constructed as part of a stairwell would be in 
violation of Sentence 3.4.5.2.(5) of the 0.B.C. Because the elevator 
would only open back into the stairway, it does not provide access to 
a floor area. 


Commission Ruling 


In favour of the Building Official. It is the decision of the 
Building Code Commission that Application #86-15-182 does not meet 
the requirements of Ontario Building Code Regulation 583/83. 


Reasons 
There is no provision for a rated fire separation between the 


elevator doors and the exit stairs on the second and third floors as 
well as on the main floor. 


9S 
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NON-COMBUSTIBLE CONSTRUCTION 19 March 1987 


General Description of Project 


The project is a nineteen storey hotel with basement, being 
constructed within the walls of an existing two storey building 
(which has a partial third storey). The existing building is of 
stone and masonry construction with combustible roof, floor and 
ceiling assemblies. 


Two classifications apply to this project, Group A, Division 2 
(assembly occupancy) and Group C (residential). 


Reason for Application 


O.B.C. Regulation 549/84 in Articles 3.2.2.16 and 3.2.2.28 states 
that the building shall be of noncombustible construction. 


Applicant's Position 


It is proposed to incorporate the existing wooden floors and the roof 
of the partial third storey into the design of the complex by 
applying 5/8" fire resistant gypsum board to the underside of the 
floors and roof in order to achieve a one hour fire separation 
between the storeys of the existing building. 


e 


Building Official's Position 


The Ontario Building Code requires total construction to be of 
noncombustible materials and total construction to be of 
noncombustible construction. 


Commission Ruling 


In favour of the Building Official. It is the decision of the 
Building Code Commission that in Application #86-17-184 where 
combustible construction occurs, one layer of 5/8" fire rated gypsum 
board added over the existing metal lath and plaster provides 
sufficiency of compliance with the Building Code O.R. 549/84 and, 
that the proposed laminated glass enclosure of the corridor is not 
acceptable. 


Reasons 


Experience indicates that the approved system reasonably meets the 
intent of the Code. 
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Bien #86-18-185 
EGRESS FROM DWELLING UNITS 19 March 1987 
=e 


General Description of Project 


The project is a two and a half storey combustible building with one 
dwelling unit occupying the basement, first level and most of the 
second level. A small apartment on the second and third level 
comprises the second dwelling unit. The connection between the 
second and third levels of the upper dwelling unit is by means of a 
circular Stair. 


Reason for Application 


O.B.C. Regulation 583/83 in Article 9.9.9.4 states that where an 
egress door from a dwelling unit opens onto a public corridor or 
exterior passageway it shall be possible from the location where the 
egress door opens onto the corridor or exterior passageway to go in 
opposite directions to 2 separate exits unless the dwelling unit has 
a second and separate means of egress. 


} Applicant's Position 


Even though a winding stair is not a legal exit, it is a means to 
exit besides the fire exit. The apartment is suited for a single 
person only. Prior to restoration the only exit was a 2'6" wide 
double winder (See 0.B.C. Article 11.3.1.1. The performance level of 
a building after construction shall not be less than the performance 
level of the building prior to construction). 





Building Official's Position 


The 0.B.C. is specific in requiring the dwelling unit in question to 
have a second and separate means of egress. The permit plans 
submitted provided only one exit from the third level. The circular 
stair does not conform to the requirements of the Building Code with 
respect to stairs. Therefore the interior stair cannot be considered 
as part of the means of egress. 


The requirement for a second exit from the third level of the 
dwelling units has been confirmed in Ontario Regulation 419/86 in 
Article 9.9.9.5 which states that where an egress door from a 
dwelling unit opens onto an exit stairway that serves more than one 
dwelling unit, or onto a public corridor served by a single exit 
stairway, the dwelling unit shall be provided with a second and 
separate means of egress. It is quite apparent from this new 

9 requirement that the second exit is required. 


Phe are 


Commission Ruling 

In favour of the Building Official. It is the decision of the 
Building Code Commission that the existing exiting system from the 
third floor separate dwelling unit in Application #86-18-185 does not 
comply with the Ontario Building Code 0. Reg. 583/783. 


Reasons 


No ambiguity in the Code. 
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B.C.C. #87-1-186 
NONCOMBUSTIBLE CONSTRUCTION 13 May 1987 


General Description of Project 


The project is a four storey building with approximately 50% of its 
typical floor area as a fourth floor. The construction is of 
loadbearing brick masonry walls with floors and roof framed with 
timber construction. The timber floor construction is protected with 
5/8" firecode drywall. The floor areas are served with two existing 
enclosed exits, with wooden stairs, plus a new convenience stair 
constructed of wood within an old freight elevator shaft. 


Reason for Application 


The building is classified as assembly, business and personal 
services and mercantile occupancies. 


O.B.C. Regulation 419/86 in Article 3.1.4.5. and Sentences 
362.201 5(2) 7 3. 2.2.52(2)> 3020205602) states that the-building {or 
part of the building) shall be of noncombustible construction. 


2) Applicant's Position 


The new timber convenience stairs offer sufficiency of compliance 
with the intentions of the Building Code. The new wooden stair and 
its structural support construction has been completely covered with 
5/8" firecode drywall except for exposed surfaces which are used as 
walking platforms. The existing shaft is of solid brick masonry 
construction with a minimum thickness of 12". All old openings in 
the shaft were closed up with walls having a minimum fire resistance 
rating of 1 hour. The ceiling of the shaft has been lowered to the 
third floor ceiling level and reconstructed using fire rated 
drywall. All entrances into the shaft are fire rated closures with a 
11/2 hour label. The stairshaft also offers windows exposed to the 
street at its landings and is protected with a smoke detector. 





Building Official's Position 


The 0.B.C. in Sentence 3.1.4.5.(1) to (13) lists those materials of a 
combustible nature which are permitted in a noncombustible building, 
of which structural components of stairs or exits are clearly 
omitted. The construction of a wood set of stairs is 


fie eee 


material alteration and is required to be of noncombustible 

construction. The substitution of wood for steel or concrete is not 

sufficiency of compliance. 

Commission Ruling 

In favour of the Building Official. It is the decision of the 

Building Code Commission that Application #87-1-186 does not meet the 

requirements of the Ontario Building Code O. Reg. 419/86. 

Reasons 

1. The plans submitted to this Commission by the owner and declared 
"as built" indicate that the stairway in question is a required 
exit and is new construction in a four storey building. 


2. The stairs therefore must be of noncombustible construction. 


3. The Commission visited the site to conform the above reasons. 
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BeCeCe #87-2-187 
FIRE ALARM AND DETECTION SYSTEMS 13 May 1987 


General Description 


The project is a two level, open air, noncombustible parking garage 
approximately 12,800 sq.em. in area. The parking structure is 
independent of all other buildings. 


Reason for Application 


O.B.C. Regulation 419/86 in Sentence 3.2.4.1.(1) states that a fire 
alarm system shall be installed when the occupant load in Table 
3.2.4.A. for any major occupancy is exceeded. 


Applicant's Position 


A fire alarm system is not required in this structure based on the 
following points. 


1. The occupant load calculations of Subsection 3.1.14 of the 
; Building Code is questionable. 


2. The hazard associated with the use of this structure to the users 
of the facility is minimal. 


3. The parking structure provides a safe environment for users of 
the facility, a fire alarm system would not increase the level of 
life safety. 


4. Due to the nature of the structure, the fire alarm system would 
be subject to vandalism to the extent that repeated false alarms 
would diminish the effectiveness of the fire alarm system in 
initiating prompt evacuation of the structure and fire department 
confidence in the validity of fire alarm signals originating from 
within the structure. 


Building Official!'s Position 


With an occupant load of more than 75 persons on the upper parking 
deck, based on the requirements contained in the O.B.C. in Subsection 
3.1.4., a fire alarm with detection system must be installed in the 
structure with Sentence 3.2.4.1.(1) 


fe pre 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission with the Application #87-2-187 indicates a sufficiency of 
compliance with the Ontario Building Code 0. Reg. 419/86. 


Reasons 


1. The applicabiity of the occupant load calculation of Subsection 
3.1.14 of the O.B.C. is questionable for this particular 
application. 


2. The design of the parking structure provides an inherently safe 
environment for the users of the facility, such that a fire alarm 
system would not significantly increase the level of life safety 
within the structure. 


3. Occupants may exit the second level via multiple exit stairs 
located around the perimeter as well as via vehicle ramp at the 
west end of the structure. 
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STANDPIPE AND HOSE SYSTEMS \3 ~ // 2 September 1987 
QS, eH 
General Description of Project RY of THEA 


threo 


The project, a building addition, is a steel fabricating shop of masonry 
walls, steel roof joints with a steel deck construction. The building 
area of the new plant is 5,120 sq.m. 


Reason for Application 


0.B.C. Regulation 419/86 in Sentence 3.2.5.4.(1)(b) states that a 
building of more than 3,000 sq.m. in building area classified under 
Group F, Division 3 would have to be provided with a standpipe and hose 
system. 


Applicant's Position 


The building is of a non-combustible nature used for steel processing 
and coil storage. A full fire safety program is in effect and type 
A.B.C. fire extinguishers are located throughout the building. 


Building Official's Position 

Th area of the building exceeds allowable building area under Sentence 
S32. samc). 

Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-8-193, the operation of this plant (a 
steel processing and coil storage facility) at this time demonstrates a 
sufficiency of compliance with Ontario Building Code 0. Reg. 419/86. 


Reasons 

1. The present use of the building as stated by the applicant is a cold 
steel processing plant which does not create the likelihood of 
danger from fire. 


2. The premises are provided with adequate fire extinguishers. 


3. A fire safety committee has been organized and meets regularly to 
ensure safety training of all employees. 
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B.C.C. #87-7-192 
SMOKE VENTING OF FLOOR AREAS 2 September 1987 





This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


General Description of Project 


A multi-storey condominium containing principally Group C residential 
occupancies as well as Group D, Group E and Group A Division 2 in the 
basement and first floors. 


Reason for Application 


Sentence 3.2.6.5. (1) of the Ontario Building Code (0. Reg. 419/86) 
states that the "means of venting each floor area to the outdoors shall 
be provided by windows, wall panels or smoke shafts....". The Building 
Official requests that a smoke shaft be installed in the building. 


Applicant's Position 


It is the contention of the Applicant that the present design using in 
Suite openable exterior windows meets the requirements of the Code and 
that requiring the use of a smoke shaft is beyond the scope of the 
building inspector's discretion. The suite windows will be identifiable 
from the interior of the building on all floors and on the exterior of 
the building on the bottom six floors so that these windows are 
identifiable to the fire department. 


Building Official's Position 


1. (a) Article 3.2.6.5. requires means of venting for each floor area. 


(b) Floor area as defined includes the public corridor. Means of 
venting iS not available for the corridor unless the corridor 
is vented through somebody's dwelling unit or exit stairs. 


(c) Venting is required to comply with Section 3 of Chapter 3 
"Measures for Fire Safety in High Buildings" of NRCC No. 17724, 
The Supplement to the NBC 1980. 


2. Section 3, Sentence 2 (c) of the above document requires that the 
windows, when used for venting, be openable from the interior 
without the use of wrenches or keys. 


To open the windows for smoke venting purposes from the interior, 
keys are required to unlock apartment unit doors. 


3. The fire department will use an apartment unit for smoke venting 
only if it has already sustained heavy smoke damage and their 
operations will not cause further damage. The Intent of Article 
3.2.6.5. is to provide venting to aid firefighting. The use of 
windows in individual apartment units does not meet this intent. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-7-192 conforms to the requirements of 
the Ontario Building Code, 0. Reg. 419/86. 


Reasons 


- Sentence 3.2.6.5. (1) requires "means of venting each "floor area" to 
the outdoors by windows, wall panels or smoke shafts". 


- "Floor area" means "the space on any storey of a building between 
exterior walls and required fire walls, including the space occupied 
by interior walls and partitions". 
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This is a summary of the decision or authorization. 
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B.C.C. #87-6-191 
SMOKE VENTING OF FLOOR AREAS 2 September 1987 


General Description of Project 


A multi-storey condominium containing principally Group C residential 
occupancies as well as Group D, Group E and Group A Division 2 in the 
basement and first floors. 


Reason for Application 


Sentence 3.2.6.5. (1) of the Ontario Building Code (0. Reg. 419/86) 
states that the "means of venting each floor area to the outdoors shal] 
be provided by windows, wall panels or smoke shafts....". The Building 
Official requests that a smoke shaft be installed in the building. 


Applicant's Position 


It is the contention of the Applicant that the present design using in 
suite openable exterior windows meets the requirements of the Code and 
that requiring the use of a smoke shaft is beyond the scope of the 
building inspector's discretion. The suite windows will be identifiable 
from the interior of the building on all floors and on the exterior of 
the building on the bottom six floors so that these windows are 
identifiable to the fire department. 


Building Official's Position 


1. (a) Article 3.2.6.5. requires means of venting for each floor area. 


(b) Floor area as defined includes the public corridor. Means of 
venting 1s not available for the corridor unless the corridor 
is vented through somebody's dwelling unit or exit stairs. 


(c) Venting is required to comply with Section 3 of Chapter 3 
"Measures for Fire Safety in High Buildings" of NRCC No. 17724, 
The Supplement to the NBC 1980. 


2. Section 3, Sentence 2 (c) of the above document requires that the 
windows, when used for venting, be openable from the interior 
without the use of wrenches or keys. 


To open the windows for smoke venting purposes from the interior, 
keys are required to unlock apartment unit doors. 


ety ae 


3. The fire department will use an apartment unit for smoke venting 
only if 1t has already sustained heavy smoke damage and their 
operations will not cause further damage. The Intent of Article 
3.2.6.5. 1S to provide venting to aid firefighting. The use of 
windows in individual apartment units does not meet this intent. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-6-191 conforms to the requirements of 
the Ontario Building Code, 0. Reg. 419/86. 


Reasons 


- Sentence 3.2.6.5. (1) requires "means of venting each "floor area" to 
the outdoors by windows, wall panels or smoke shafts". 


- "Floor area" means "the space on any storey of a building between 
exterior walls and required fire walls, including the space occupied 
by interior walls and partitions". 
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BeCewGe #87-5-190 
STANDPIPE AND HOSE SYSTEMS 18 August 1987 


General Description of Project 


The project is a three storey building, 5800 sq. ft. (490.5 sq. m.) 
per floor, constructed in 1974 and designed to take an additional 
floor to create a four storey building. 


Reason for Application 


O.B.C. Regulation 419/86 in Sentence 2.1.1.7.(1) states that where 
an existing building is extended or is subject to material 
alteration or repair, the Building Code is applicable only to the 
design and construction of the extensions and those parts of the 
building that are subject to the material alteration or repair. 


Applicant's Position 


In accordance with Sentence 2.1.1.7.(1) the Building Code provisions 
need only apply to the fourth level. 


Building Official'"s Position 


The size and occupancy requirements for fire safety of a four storey 
mixed-use building would necessitate the installation of a standpipe 
system for all floors and a sprinkler system for the ground floor 
retail areae In the case of a vertical extension the conditions in 
the existing building may adversely affect the standard of safety in 
the proposed addition therefore reactive fire safety systems should 
be extended into the existing building. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-5-190 is in conformity with the 
existing Ontario Building Code 0. Reg. 419/86. 


Reasons 


1. The original three storey building was professionally designed 
and constructed to have a fourth storey added at some future 
date. 


2. The addition was constructed under Ontario Building Code, 
O. Reg. 419/86 and - 2.1.1.7.(1) states in part “where an 
existing building is extended, the Building Code is applicable 
only to the design and construction of the extensions and those 
parts of the building that are subject to the material 
alteration". 
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Bie Cre Gre #8 7-4-1 89 
BALCONIES 16 July 1987 


General Description of Project 


The project is an apartment building where the balconies on the west 
and east elevation have been enclosed with metal framed glass 
screens without a building permit. 


Reason for Application 


O.B.C. Regulation 419/86 in Sentence 3.2.6.2.(8) states that 
exterior balconies are required for movement of contaminated air in 
highrise buildings. 


Applicant's Position 


The Code has been complied with because in the course of 
installation of the glass enclosures no elements of the original 
exterior wall of the building including windows or door egress to 
balcony were changed. 


Building Official's Position 


The enclosing of the balconies does not meet Sentence SeaeOers Co) 
which requires exterior balconies -- the balconies have become 
interior balconies. This reduces the level of safety of this 
highrise building because an interior balcony in the event of fire 
and smoke does not dissipate and dilute the contaminated air to the 
same level as an exterior balcony. 


Commission Ruling 

In favour of the Building Official. It is the decision of the 
Building Code Commission that Application #87-4-189 does not meet 
the requirements of the Ontario Building Code 0. Reg. 419/86 for 
those suites with single balconies which are enclosed. 


Reasons 


The enclosure of exterior balconies restricts smoke dissipation and 
therefore reduces the level of life safety. 
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BeC.C.. 487-3-1538 
MULTIPLE OCCUPANCY REQUIREMENTS 16 July 1987 





General Description of Project 


The project is a proposed ground floor restaurant of 443 sq. me. 
facing three streets in a commercial mall. The mall has a building 
area of approximately 3,530 sq. m. fully protected by an 
electrically supervised sprinkler system. 


Reason for Application 


O.B.C. Regulation 419/86 in Article 3.2.2.15. states that a building 
classified as Group A, Division 2 shall be of non-combustible 
construction. 


Applicant's Position 


It is proposed that the kitchen, storage, office and washroom areas 
of the restaurant be fire separated from the remainder of the 
restaurant and be considered separate major occupancies to reduce 
the area of the Group A, Division 2 major occupancy to less than 10% 
of the floor area. 


Building Official's Position 


The definition of major occupancy includes subsidiary occupancies 
and therefore the area of Group A, Division 2 major occupancy 
exceeds 10% and the building is therefore required to be of non- 
combustible construction under Article 3.2.2.15. 


Commission Ruling 

In favour of the Applicant. It is the decision of the Building Code 

Commission that Application #87-3-188 meets the intent of the 

Ontario Building Code 0. Reg. 419/86. 

Reasons 

1. The building excepting the exterior cladding generally meets the 
requirements of the Code concerning non-combustible 


construction. 


2. The building is fire alarmed and sprinklered as per Code 
requirements. 


3. The kitchen and women's washroom has a 1 1/2 hour fire 
separation. 


4. Travel distance to exits is minimal and all exits open directly 
to the outside. 


et eee sd 






RAT~ L~ Tae ae 
veer bah or 


oh Pe, Eas ate oe 3 Baw y HERO 
ently i aise sat oink Leresse tlh 
me 


on ae 







sacle fia & tans gestae ee Eak sSitiatais f et 
aiaiszeudmoo soe, 40 sail asta te i9 







otsGes od es tonegdsed SORE. ; 
‘OM eth ager. Se Toaequone piety es Teenie 


nokdfegs 6'taist380 saat ud 


galtgpgusoc yisibiedue eqns Lomi ee zatre ta wbktdi2 tsb oot 


ywiteghesn Jotem & nie Le ivid: \A Gites Sans adF asoteteds tre 
“Son Xo £4 62 bamiaipey. sho std eae 8 ‘ead ioe 701 sbhsoxs 
120 .Gsstl SIGITM aebew Aetsowsssaos eicdiszaudnos 


puis ue lgeiages 


Se ee 


ote? prelio® ogi Jo ocleroep odo ei fi .snac,igge.eai dco weve) ot 
ef? Je jastet ett wean SE! -£=+7St colteqogigat 2549 coliastamco 
oBBVE tS, se5%..0 a3 aglbiios olivadac 


atoatcas 

b) etsem vilerense onaliphelo asizeeuc => par sqgeans prlbiiod eat ft 
Sidivaydsge-son prinisstos shen ely ga etrsnss iepes 
TOLD vist AAS 


sled tq en Setslaniaya, bas -bewsste oxt? ot peibited ely  .f 


SI IMDS Kd POT 
gal3 apod S\f {fs whit mGuideaw es” namo Lat nadotid ait 7! 
' +fo 15b3egse 
oer el Sennen on en as ft 
o ra - 





Ministry 
KZ of Building Code Commission & 
Ontario Housing Building Materials Evaluation Commission U : nN S 
EE 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





AUTHORIZATION #87-6-103 
BY THE 10 September 1987 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18 (4) (b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Steel Tile Co. (Div. 621158 Ontario Limited) 
R.R. #1 

Thornton, Ontario 

LOL 2NO 


ON THE SUBJECT OF: 


Katech Roofing Panel System, rolled formed and pressed pre- 
painted, galvalume or galvanized sheet steel shaped in various 
profiles of tile, coated on the exposed side with poly vinyl. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and conditions: 


dy Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the applicant 
or the agent at the above address, withdraw the authorization and 
no further installations shall be made subsequent to the 
effective date of the termination as set out in the written 
notice. 


2% The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or parties and 
does not in any manner warrant or guarantee the correctness 
and/or the successful performance of the subject matter. 


as This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however, it is not to be used expressly or 
impliedly as an endorsement of any product, material, technique 
or design which 1s described herein. 


yd 


4. This AUTHORIZATION is not transferable to any other Dar iynee rs 
the APPLICANT makes any revision or change to the address or the 
materials, technique, design, system and/or use of the same shall 
automatically be cause for termination, unless prior approval 1s 
granted for such revision or change by the COMMISSION. 


DS Construction and installation shall be in conformance to al] 
applicable governing legislation except that compliance with the 
terms and conditions described herein shall be deemed not to be a 
contravention of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS 


6. Except as authorized herein all applicable requirements of the 
Ontario Building Code Act and Ontario Regulation 419/86 shall be 
met. A copy of this Authorization shall be kept and maintained 
on the site of construction. 


rhs When this roofing system is used for noncumbustible construction 
all components and support members shall be of noncombustible 
materials. 

8. Conformance shall be made to a current CMHC Evaluation Report, 


however, in case of conflict with this authorization the more 
stringent matter shall prevail. 


9. Subject to paragraphs herein this roofing system shall be in 
accordance with the manufacturer's published instructions and 
installation shall be by the manufacturer's trained qualified 
tradespersons. 


LLU In lieu of wood roof sheathing for this roofing system, wood 
purlins (battens) may be used. 


Lae, For existing roofs, the structural adequacy of the roof framing 
and the supporting members shall be examined by a qualified 
manufacturer's representative and a written, signed and dated 
certificate shall be attached to the manufacturer's warranty with 
copies to the building official and owner(s). 


eae Voids between existing roofing systems and this new roofing 
system shall not be filled with insulation. 


BUILDING MATERTALS EVALUATION COMMISSION 


ae 
ee en ile ae erst. eee 


M. Shiriaw, Chairman 


Ministry 
of 


Housin 
Ontario g 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


gS 
AUTHORIZATION #87-5-102 


BY THE 10 September 1987 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18 (4) (b) of the Building Code Act, 


Revised Statutes of Ontario, 1980) Chapter: >! 


AND IN THE MATTER OF the Applicant: 


ON THE 


Shield Source Incorporated 
RoR. 3) Municipal Arrpore 
Peterborough, Ontario 

K9J 6X6 


SUBJECT OF: 


Self-luminous exit sign, Shield Source Inc. Model, Series 101 RW 
with face colour only in red. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and conditions: 


1. 


Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the applicant 
or the agent at the above address, withdraw the authorization and 
no further installations shail be made subsequent to the 
effective date of the termination as set out in the written 
notice. 


The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or parties and 
does not in any manner warrant or guarantee the correctness 
and/or the successful performance of the subject matter. 


This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however, it is not to be used expressly or 
impliedly as an endorsement of any product, material, technique 
or design which is described herein. 


2/ 
a eee 


This AUTHORIZATION is not transferable to any other party. If 
the APPLICANT makes any revision or change to the address or the 
materials, technique, design, system and/or use of the same shall 
automatically be cause for termination, unless prior approval is 
granted for such revision or change by the COMMISSION. 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with the 
terms and conditions described herein shall be deemed not to be a 
contravention of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS 


on 


10. 


This AUTHORIZATION is only valid when the applicant and/or his 
agent complies with the Atomic Energy Control Board Radioisotope 
Licence Number 5-8785-88 (Rev 4) and any future renewals of 
same. Copies of this B.M.E.C. AUTHORIZATION and the above 
A.E.C.B. licence shall accompany each sign or group of signs to 
any one building. 


This AUTHORIZATION may be used for all new or existing buildings 
for which a building permit is required. 


This Shield Source Inc. sign is exempted from the requirement of 
the Ontario Building Code that requires connection to an 
electrical circuit separate from other electrical circuits and 
illumination by emergency power supply where required, also 
letter colouring. 


Installation and maintenance shall also comply with 
Manufacturer's specifications for Shield Source Inc. self- 
luminous exit sign and a copy shall be supplied with each sign or 
group of signs to any one building. The sign and bracket shall 
be securely anchored to the structure of the building with 
tamper-resistant mounting hardware. 


Each sign shall be replaced no later than 12 years from date of 
manufacture however, the manufacturer and/or his agent shall by 
written registered letter at least 6 months prior to that expiry 
date notify each sign recipient and the Chief Fire Official of 
the Municipality regarding the expiry date, replacement and 
disposal of each sign. 


cybeae 


The manufacturer and/or his agent shall ensure that each sign is 
clearly and durably labelled with radiation warnings and U.L. 
listing as evidence to the nature, activity, expiry date, 
manufacturer's date, serial number, manufacturer and agents name 
and address, and in addition the expiry date shall be either 
embossed, hot stamped, engraved, molded or similar method by 
which the expiry date becomes an integral part of this Shield 
Source Inc. exit sign. Such labelling shall be mounted on the 
bottom outside frame of each sign where it will be clearly 
visible after installation of such sign. 


th Z | 
DATED at Toronto chis {(O day in the month of >erTei8ER in 


the year [287 for awthorizetion #o?~S “(02 ‘on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 
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Ministry me 

of Building Code Commission 

H ousi n “Aer ; F 7 : 
Hntene g Building Materials Evaluation Commission Ul : Nn 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








gS 
AUTHORIZATION #07 —4—-L0L 


BY THE 10 September 1987 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18 (4) (b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Cytrigen Energy Products & Service Limited 
P.O. Box 154 

Bedford, Nova Scotia 

B4A 2X2 


AGENT: Doble Enterprises (Div. Precious Steel Industries, inc.) 
17 Galsworthy Drive 
Markham, Ontario 
SPT ESF 


ON THE SUBJECT OF: 


Self-luminous exitesignye CytrigensBetaligntet iy) andegi7y2 with 
face colour jonky ony red: 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of the 
aforementioned matter subject to the following terms and conditions: 


ie Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the applicant 
or the agent at the above address, withdraw the authorization and 
no further installations shall be made subsequent to the 
effective date of the termination as set out in the written 
notice. 


pa The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or parties and 
does not in any manner warrant or guarantee the correctness 
and/or the successful performance of the subject matter. 


3% This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however, it is not to be used expressly or 
impliedly as an endorsement of any product, material, technique 
or design which is described herein. 


hy ee 


Ole 


ine) 


This AUTHORIZATION is not transferable to any other party. If 
the APPLICANT makes any revision or change to the address or the 
materials, technique, design, system and/or use of the same shall 
automatically be cause for termination, unless prior approval is 
granted for such revision or change by the COMMISSION. 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with the 
terms and conditions described herein shall be deemed not to be a 
contravention of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


SPECIFIC REQUIREMENTS 


This AUTHORIZATION is only valid when the applicant and/or his 
agent complies with the Atomic Energy Control Board Radioisotope 
Licence Number 2-8526-89A and any future renewals cf same. 
Copies of this B.M.E.C. AUTHORIZATION and the above A.E.C.B. 
licence shall accompany each sign or group of signs to any one 
building. 


This AUTHORIZATION may be used for all new or existing buildings 
for which a building permit is required. 


This Cytrigen Betalight sign is exempted from the requirement of 
the Ontario Building Code that requires connection to an 
electrical circuit separate from other electrical circuits and 
illumination by emergency power supply where required, also 
letter colouring. 


Installation and maintenance shall also comply with 
Manufacturer's specifications for Cytrigen Betalight self- 
luminous exit sign and a copy shall be supplied with each sign or 
group of signs to any one building. The sign and bracket shall 
be securely anchored to the structure of the building with 
tamper-resistant mounting hardware. 


Each sign shall be replaced no later than 12 years from date of 
manufacture however, the manufacturer and/or his agent shall by 
written registered letter at least 6 months prior to that expiry 
date notify each sign recipient and the Chief Fire Official of 
the Municipality regarding the expiry date, replacement and 
disposal of each sign. 


Whee 


1 eu 


HATED at Toroneo this 


The manufacturer and/or his agent shall ensure that each sign is 
clearly and durably labelled with radiation warnings and U.L. 
listing as evidence to the nature, activity, expiry date, 
manufacturer's date, serial number, manufacturer and agents name 
and address, and in addition the expiry date shall be either 
embossed, hot stamped, engraved, molded or similar method by 
which the expiry date becomes an integral part of this Cytrigen 
Betalight exit sign. Such labelling shall be mounted on the 
bottom outside frame of each sign where it will be clearly 
visible after installation of such sign. 


HR a 
LO day in the month of =EFTEMBR 
the year 56/7 -Lor authorization #®7-4-lOl on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 
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of Building Code Commission 
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Onisna g Building Materials Evaluation Commission U : Nn 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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AUTHORIZATION 67-3 —L00 
BY THE 12 August 1987 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER (OP <Sectaon <18.(4)) (bp) of "the, Building.~Code Act, 
Revised .statues.of Ontario, 19807 Chapter Si 


AND IN THE MATTER OF the Applicant: 


Canadian Insulock Corporation 
475 Howe Street, Suite 504 
Vancouver, B.C. 

V6C 2B3 


ON THE SUBJECT OF: 


Insulock Building System, a mortarless, interlocking 
polyurethane block that serves as a permanent form for 
steel reinforced cast-in-place concrete. For use above 
or below grade as an exterior or interior insulated 
bearing wall of combustible construction. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
COndteLons:. 


ee Where, in the opinion of the COMMISSION; negatave 
experience indicates that this authorization should be 
amended and/or terminated, the COMMISSION may, by 
written notice to the applicant or tne agent @t tne 
above address, withdraw the authorization and no 
further installations shall be made subsequent to the 
effective date of the termination as set out in the 
WELtcem NOtI Ce. 


ve The COMMISSION does not assume or undertake to 
discharge any vesponsibiliry of the applicant Fovany 
other party or parties and does not in any manner 
warrant or guarantee the correctness and/or the 
successful’ performance Of tne subject Matter. 


Bae This AUTHORIZATION may be mentioned in promotional 
and/or advertising Macemual, “however sit a) hot ce be 
used expressly or impliedly as an endorsement of any 
product, Material, technique or design which is 
gdescriped herein. 


D5 Segre 


The AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause for termination, unless prior approval is granted 
for such revision of change by the COMMISSION. 


Construction and installation shall be in conformance 
to all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be in contravention of 
the Building Code. Where applicable any change in the 
Act, Regulation or Code provisions. shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS: 


G7 


JB aie 


Except as authorized herein all applicable requirements 
of the Ontario Building Code Act and Regulations shall 
be mete As copy. of thismantnorrzation Sia) epeedutached 
to the application for a building permit and a copy 
shall be kept and maintained on the site of the 
construction as per code requirements. 


This AUTHORIZATION is limited to use in bDuildings where 
the design is based on engineering analysis of the 
structural effects of the loads and forces acting on 
the structure. An architect or professional engineer 
shall be responsible for this matter. 


Engineering inspection of the subject construction 
shall be carried out, to ensure that construction is 
consistent with the design, by the person responsible 
for its design details and general review during 
GONnStructiron; or Dy another person qualiiaed in the 
inspection of this construction and who is reponsible 
to the design architect or engineer and all 
construction documents shall be duly sealed. 


Each installation shall conform to the manufacturer's 
published installation instructions and shall be 
reviewed in detail, stamped, dated and signed for 
construction as specified by the manufacturer or by 
qualified trained personnel listed by the manufacturer. 


Each building where the Insulock Building System 1s 
installed shall be provided with a mechanical means of 
air change to provide a minimum of 0.5 air changes per 
hour on a continuous basis throughout the year. 


one 


Nees 


eas 


Precautions shall be taken to keep the Insulock 
Building System away from heat emitting devices, such 
as’ recessed light fixtures, chimneys and direct sun 
rays. Also, this system shall not be used in. direct 
contact with the ground or water. 


The Insulock Block shall be manufactured by equipment 
Utilizing direct proportioning pumps, witch use a 
positive displacement fixed ratio basis. This 
production shall be by qualified trained personnel 
listed by the manufacturer. Identification cards shall 
pe carried by all personnel. 


TK : | 

DATED at Toronto tines ieee day in the month of AveEvV>T in 
the year [937 for authorization #§7-3-(00 on 
behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Sain ; 
“i 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Ba y St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #87-2-99 
BY THE 12 August 1987 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATIER.OF Secta One deni) b) tolether su ldimgecoderAct, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF’ the Applicants 


Mr. Ragui Ghali 

Uthane Research Limited 
3400 14th Avenue, Unit 8 
Unionville, Ontario 

LOR 206 


AGENT: Levynene tine. 
sO) Richmond St We. sua te’ 80d 
Toronto, "On tarvo 
M5H 2A4 


ON THE “SUBUBCT. Or: 


Goldseal-Icyene 30 Gy) a two-component combustible 
Spray in place semi flexible, isocyanurate, open 
and closed cellular, foamed plastic thermal 
insulation which may be applied on site or ina 
manutactuming facility. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter "subject to the following ‘terms and 
conditions: 


1. Where in the “Opinion “of the COMMISSION negative 
experience indicates that this authorization should be 
amended and/or terminated, the COMMISSION may by written 
notice to the applicant or the “agent atthe above 
address, withdraw the authorization and no further 
installations shall be made subsequent to the effective 
date of the termination as set out in the written 
notice. 


2. The COMMISSION does not assume or undertake to discharge 
any responsibility of the applicant to any other party 
Or parties and does not in any manner warrant or 
guarantee the correctness and/or the successful 
performance of the subject matter. 


iy ee 


This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to be 
used expressly or impliedly as an endorsement of any 
product, material, technique or design which is 
described herein. 


This AUTHORIZATION is not transferapdle to any other 
party. If the APPLICANT makes any revision or change to 
the address or the materials, technique, design, system 
and/or use of the same shall automatically be cause for 
termination, unless prior approval is granted for such 
revision of change by the COMMISSION. 


Construction and installation shall be in conformance to 
all applicable governing legislation except that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulation or Code provisions shall be grounds for 
re-evaluation py the Commission. 


SPECIFIC REQUIREMENTS: 


AND 


This AUTHORIZATION is further limited to,the continuance 
Of a cucrent valid C.MoH.C. Bulldangpiatertals 
Evabuatton Reporte #11200 which shall oe adhereds to. 


Since at the present time there are no available 
"Standards"; this AUTHORIZATION determined that tne 
subject matter did satisfy appropriate FEGUIVEMEeENntS . 
However, when the appropriate "Standards" are published, 
the apphecant snall, netest) £0 cchose Cece Coue.. oe 
which time this AUTHORIZATION shall be required to be 
amended. 


Follow-up inspection services shall be maintained at all 
Fimes.-by whe applicant, Omsus agent py (an Accredited 
Testing vOrcdeanrzat LOM. 


Each instaubat.omeshoissrcOntorm Oubne mManutacturer os 
published installation instructions and shall be 
reviewed in detabh, stamped, dated and Signed for 

Cons tEUchlOnwas spect tied by che manutacturer ss listed 
bra uneesper sonme W. melCenumiica On carcoar Or installers 
sha weebe @icsucd yon Vy etonGuant tice, thai ned sersonnel 
listed soy Ene wmeannt accures.. 


SY eee 


Loe 


| ER hers 


2s 


Only fixed ratio equipment and the employment of 
positive displacement pumps for metering shall be used 
by the trained applicator/installer. 


Precautions shall be taken around recessed electrical 
fixtures and or any other heat sources to relieve any 
heat bpurld- up: 


This sprayed-in-place foamed insulation as described in 
thise subject wuthorization, shall be for the 
application only in open cavities where visual control 
and sampling are relatively easy for the trained 
applicator/installer. 


TH 
DATED at Toronto this le day in the month of AVGCUST 


in 


the year (927 for authorization $#67- 2 -&9 on 


behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
4 
Housing 


Ontario 





Building Code Commission 


RB 
Building Materials Evaluation Commission U | Nn 


This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


PRESENT POSITION OF APPLICATION 





Bade BG. 
12 Angust 1987 


gS 


Toy 1-9 8 


IN THE MATTER OF Section 18(4) (b) of the Building Code Act 


AND IN 


AGENT : 


ON THE 


R.S.O. 1980, Chapter. 51. 


THE MATTER OF an application by: 


Dre Guan Haener 

8215 Harton Place 
SanpDLeco”,talilfornia 
US .A.. 

O27 123 


TCG (Material S..l.imited 
Pi. Ox BOMP5:0 00 

Bur Lingtom, ,Ontapre 
Li Rewer 


SUBJECT (OF : 


Haener Stack-King TM Interlocking Blocks... 


(a) dry stacking blocks with surface bonding mortar 


OF 


(b) dry stacking blocks utilizing the blocks as a 


permanent concrete forming system, which allows 


steel reinforcing bars to be located 


horizontally and vertically within the Cast—inc 


phace concrete. 


2 aa. 


INFORMATION: 


This application has been examined by the Building 
Materials Evaluation Commission and the finding on 
the submission by the Applicant is that the subject 
matter conforms to the requirements for unit masonry 
in C.S.A. Standard CAN 3-Al165 Series M85. The block 
may be used with any valid B.M.E.C. authorization for 
surface bonding mortar or used under Part 4 of O.B.C. 
O. Reg. 419/86. 


REASON 


Disposition of this applicationjand to cease current 
investigation and examination of the matter. 


MOVED AND ADOPTED THIS 12TH DAY OF AUGUST, 1987 BY THE 
BUILDING MATERIALS EVALUATION COMMISSION. 


TH 
DATED at. Toronto thn: Ss ie day in the month of Ave cst in 
the year Ee aes for position paper #8)-~(-%eo0n 


BUILDING MATERIALS EVALUATION COMMISSION 


Ministry 
of Building Code Commission 


Housing Building Materials Evaluation Commission 





Ontario 





gS 





a 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AMENDED AMENDED 
AUTHORIZATION F7O=—7-=15 
BY THE 12 August 1987 


BUILDING MATERIALS EVALUATION COMMISSION 


IN THESMASTERSORE OPC Von Tor 4ye(bn mf Che Buimdeng Code Act; 
Revisedestatutes of Ontarro,y 1960; Chapter 51 


AND IN THE MATTER OF the applicant: 


W. R. Bonsal Company 
8201 Arrowridge Blvd. 
POS =BOx7Z24e14as 

Chari otcey  NeGt, 2 2822 4 
U-S3A. 


ON=THE SUBUECTSOFR 


Surewall (R) Surface Bonding Cement, a glass-fibered 
Porelandscements* “Enis "system" is“ applied fo the 
Surface Of" both interion and “exteryvor sides of dry 
stacked concrete masonry unit construction in lieu 
of conventional mortar for below or above grade 
walls. 


THE COMMISSION HEREBY AUTHORIZES to the applicant the use of 
the aforementioned matter subject to the following terms and 
conditions: 


Ls Where in the opinion of the COMMISSION, negative 
experience indicates that this authorization should be 
amended and/or terminated, the COMMISSION may, by 
written notice to the applicant or the agent at the 
above address, withdraw the authorization and no 
further installations shall be made, subsequent to the 
effective date of the termination, as set out in the 
written notice. 


2 The COMMISSION does not assume or undertake to 
discharge any responsibility of the applicant to any 
other party or parties and does not in any manner 
warrant or guarantee the correctness and/or the 
successful performance of the subject matter. 


eee 


This AUTHORIZATION may be mentioned in promotional 
and/or advertising material, however it is not to be 
used expressly or impliedly as an endorsement of any 
product, material, technigue or design which is 
described herein. 


This AUTHORIZATION is not transferable to any other 
party. If the APPLICANT makes any revision or change 
to the address or the materials, technique, design, 
system and/or use of the same shall automatically be 
cause, for termination, unless pri Oreapprovalersmaouanted 
for ‘such revision of change byfehe COMMISSION: 


Construction and installation shall be in conformance 
tovall applicable governing Leqislatrongexcepte that 
compliance with the terms and conditions described 
herein shall be deemed not to be a contravention of the 
Building Code. Where applicable any change in the Act, 
Regulation or Code provisions shall be grounds for 
re-evaluation by the -<COMMESSTON: 


AND USPECTETC (REQULREMENTS: 


Gr 


Darssauchorization Ws limibedetouusemin  burldings where 
the design is based on engineering analysis of the 
Structubalwettectsyors tne sloads sande forcesmacting on 
ENG eSeLUuc Lune, OY) alvarcnirect On proress onal. 
engineer. 


Engineeringainspection) Of masonry construction,shall be 
Sarrredwout, tonensure: that sconstruction asSaconsistent 
with the design, by the person responsible for its 
desagn of by another person qualified anjthe: inspection 
OLsmasonEyscOonstruction and whos responsiblesto the 
design architect or engineer. 


The maximum allowable design stresses shall be 15 &% of 
the ultimate stresses of the masonry as determined by 
tests performed in accordance with ASTM E72-68 
,Conducting Strength) Tests of Panels for Building 
CONnStCBUGE ON maar eVLSed ios! eMaysl915. 5 eTestamehall) be 
Carried out on panels using the same materials and the 
same thickness of blocks and coatings as proposed to be 
used in the building under consideration. 


oP eaee 


10% 


be 


A ates 


This authorization limits the use of this system to 
Wai Joeotu Ureater an Nereant than 7.02 M., U2o Roe, 
above the top of the foundation wall. 


Surewall bonding mortar shall meet the Standard 
Specification ASTM C887-79. 


The construction of Surewall surface bonded concrete 
block walls shall comply with the published literature 
of the W. R. Bonsal Company entitled, "Building with 
Surewall Surface Bonding Cement". 


All applicable aspects of the Ontario Building Code 
Shall be complied with except as authorized above. 


TH 
DATED at Toronto this [© day in the month of AvcusT 


in the year 1S 87 for authorization 7B 7-75 
amended on behalf of: 


BUILDING MATERIALS EVALUATION COMMISSION 
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Ministry FE 

of Building Code Commission 
Ontario Housing Building Materials Evaluation Commission U EL Nn 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Ba y St., Toronto, Ont. M5G 2E5 


December 15, 1986 #86-3-93 


Subject: Application to Building Material Evaluation 
Commission #86-3-93, Isobloc 


Further to our letters of 29 April, 22 May and 18 
August 1986, please be advised that the subject 
application is hereby cancelled. 


Should you wish to reapply in the future you may do so 
in the usual inannerc. 


Sincerely, 


K.S. Reel 

Secretary 

Building Materials 
Evaluation Commission 


KSR/sinc 
EX70 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777-Bay St., Toronto, Ont. M5G 2E5 
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COMBUSTIBLE SERVICES OF hs » Bo B.C-C- #87-22-207 
PLASTIC PIPING fi ‘25 January 1988 
EE --— 7 MARZ togg 
General Description of Project \e a U 
i gf re 4 
This is a newly constructed twelve rey oréSidential apartment building 
TS ” 


(Group 'C) = 
Reason for Application 


O.B.C. O. Reg. 419/86, Sentence 3.1.4.5.(5) prohibits the use of 
combustible piping with a flame spread in excess of 25 and a smoke 
developed classification in excess of 50. 


Applicant's Position 


ABS piping has been used only for the fixture outlet piping and traps on 
the kitchen sinks and lavatories in each suite. However, at no time 
does this ABS piping pass through any part of the building structure, 
the ABS is limited to the exposed piping and traps within the cupboards 
and vanities which are of wood construction. 


Building Official's Position 


The concealed waste piping is metal and conforms to the Code, it is the 
exposed ABS piping, traps and P.O. plugs that are contrary to Sentence 
Sina 55). 


Commission Ruling 


It is the decision of the Building Code Commission concerning 
application #87-22-207 that having heard the testimony and seen the 
evidence presented by all parties at this hearing, which clearly shows 
that an initial inspection by the building official an "order" was 
issued. 


The applicant proceeded to change the materials and requested another 
inspection, which when completed, resulted in a letter from the Building 
Official that the "order has been satisfied". 


The Building Code Commission, considering the facts presented at this 
hearing, finds that there is no dispute on the technical requirements of 
the Building Code 0. Reg. 419/86. 


Reasons 


1. The Applicant took action to comply with the order from the Building 
Official prior to the date of this hearing. 
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SPATIAL SEPARATIONS AND B,C. Ce te ae i206 
LIMITING DISTANCES 25 January 1988 





T Nn 
This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


General Description of Project 


A proposed new three storey office building incorporated windows on the 
east elevation which is 1.5 m from the property line. 


Reason for Application 


O.B.C., O. Reg. 419/86, Sentence 3.2.3.1.(3) and (6) determines 
allowable unprotected openings in respect to limiting distance. 


Applicant's Position 


A distance of 14.2 m has been leased on the east side of the proposed 
building and thereby increasing the limiting distance which would allow 
the windows on the east side of this building to be constructed. 


Building Official's Position 


Limiting distance is defined as the distance between an exposing 
building face to a property line, however the limiting distance in this 
case is 1.5 m. The leased adjoining property is not recognized by the 
Building Code in the determination of limiting distance. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that application #87-21-206, would provide a sufficiency of 
compliance to the 0O.B.C. 0. Reg. 419/86 to limiting distance/spatial 
separation provided that a covenant between the owners of both 
properties and the Chief Building Official is registered on the title of 
both properties guaranteeing that, should buildings on either property 
be constructed, or altered on the adjacent exterior, in any way that 
would affect the perceived limiting distance, then the parties shall be 
made to comply with the Building Code in force at that time regarding 
the unprotected openings on the exposed adjacent faces and the covenant 
shall run with the title and shall be binding on all three parties, 
heirs and successors or assigns. A certified copy of this covenant 
shall be sent to Secretary of the Building Code Commission. 


Ohara. 


Reasons 


ibe 


Given this covenant, there is no risk to life safety now or in the 
future. 


The Chief Building Official's role in signing this covenant is to 
continue to act as the enforcer of the Building Code should either 
party make changes to any buildings on either property. 


This covenant makes it incumbent on all three parties to search the 
title when a building permit is requested. 


The agreement presented as exhibit #7 does not adequately meet the 
requirements of the Building Code. 


Ministry 8 
of Building Code Commission 
, Housing Building Materials Evaluation Commission Nn 
Ontario 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. MSG 2E5 





REQUIREMENTS FOR EXITS BiC.C. #£8/7—20=-203 
AND DEAD END CORRIDORS 26 January 1988 


General Description of Project 


An existing one storey shopping mall is undergoing renovations of the 
anchor store to provide a number of small retail stores. A component of 
these small retail stores is a new public corridor at the rear of such 
stores which leads to a new exit corridor discharging to the exterior. 


Reason for Application 


O.B.C. O. Reg. 419/86, Article 3.4.1.2. refers to types of exits such as 
"interior passageway", however there seems to be no definition of this 
term and the Code has not adequately addressed the subject. However 
3.3.6.4.(1)(b) permits a dead end corridor to exceed the 9 m length. 


Applicant's Position 


When the travel distance requirements in 3.4.2.4.(1)(b) of 45 m created 
a problem with the dead end corridor layout, a portion of this public 
corridor was fire rated (1-Hr.) and converted to an interior passageway, 
to be viewed as an exit. 


Building Official's Position 


The building is fully sprinklered and the exit corridor meets all exit 
requirements for fire-resistance ratings, however the dead end corridor 
at the rear of the retail stores leading to the exterior exit is 
classified as an interior passageway which should be viewed not 
"singley" but in "combination" (see 3.4.1.2.) with consideration to the 
definition of exit. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that application #87-20-205 conforms with the Building Code 
O. Reg. 419/86, as regards to life safety on condition that; as the 
applicant has agreed that the doors between the suites and the dead end 
public corridor shall not be fitted with self-locking devices. 


Reasons 
The lack of self-locking devices ensures that no person could be trapped 


in the corridor as shown on Exhibits 4 and 6 presented to this 
Commission. 
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Ontario g Building Materials Evaluation Commission U ; Nn 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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DISTANCE BETWEEN B.C.C. #87-19-204 
EXITS 26 January 1988 





General Description of Project 


Two three storey residential apartment buildings under construction 
containing eighteen suites each and of 518 m2 each in building area. 


Reason for Application 


O.B.C. Reg. 419/86, Article 9.9.8.6. requires that where two exits are 
needed they shall be independent of each other and be placed remote from 
each other along the path of travel between them. 


Applicant's Position 


Exit stairs are located independent from each other separated from the 
other by a corridor. The remoteness of one stair from the other is at 
issue where we contend that the separation (width of corridor) of exit 
stairs as presented here is commonly provided in many walk-up apartments 
throughout the Province. 


Building Official's Position 

The proximity of the exits being the width of the public corridor and 
located directly opposite each other, does not comply with the intent of 
the Code which required exits to be placed remote from each other. 
Commission Ruling 

In favour of the Applicant. It is the decision of the Building Code 
Commission that application #87-19-204 does not meet the requirements of 
the Ontario Building Code 0. Reg. 419/86 regarding remoteness of exits 
along the path of travel between them. 


Reasons 


1. The close proximity of the exits does not provide remoteness of 
exits within the path of travel. 


2. The proposed design does not meet the intent of the Code relative to 
life safety. 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Ba y St., Toronto, Ont. M5G 2E5 


LIVE LOADS DUE TO USE B.C.C. #87-18-203 
AND OCCUPANCY ll December 1987 


General Description of Project 


An existing office area on the second floor of a shopping mall is 
proposed to be used as a shoe retail store. 


Reason for Application 


O.B.C. Ontario Regulation 419/86 in Subsection 4.1.6 and Table 4.1.6.A. 
requires minimum specified loads for office areas of floors above the 
first floor to be 2.4 kPa (50 P.S.F.) and retail areas to be 4.8 kPa 
(100 P.S.F.). 


Applicant's Position 


Building area on the second floor has an available floor load of 75 
P.S.F. provided that the layout of furniture and storage of shoe boxes 
will remain as they are at the present time and that the amount of 
shoppers will be limited to 125 people at any one time. 


Building Official's Position 


The intended use of the subject floor space is for a retail store. 
Sentence 4.1.6.3.(1) of the Code requires the floor to be designed to 
Support a load "not less than the value listed in Table 4.1.6.A.". 
There is no provision to accept a lesser loading based on a rationale 
argument. There are legal and practical reasons for this rigid 
requirement. 


Commission Ruling 


In favour of the Building Official. It is the decision of the Building 
Code Commission that Application #87-18-203 is a direct contravention of 
the requirements of the Ontario Building Code 0. Reg. 419/86. 

Reasons 


The floor loading requirements of the Building Code are a minimum. 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


SPATIAL SEPARATION B.C.C. #87-17-202 
BETWEEN BUILDINGS 11 December 1987 


General Description of Project 


A proposed twelve storey apartment building has a limiting distance of 
1.8 m from the property line, however, a proposed second phase office 
building is to be constructed on the adjacent property with 22 m 
limiting distance from the lot line. 


Reason for Application 


O.B.C. O/Regulation 419/86, Subsection 3.2.3 and Sentence 3.2.3.8.(2) 
permits a percentage of unprotected openings of plain glass and wired 
glass, however, the subject building would require all wired glass. 


Applicant's Position 


Since the office building destined on the lot adjacent to the western 
exposure of our apartment is regulated by by-law with respect to minimum 
distance from our building, the problem of fire transmission which lies 
at the basis of Code requirements (3.2.3.) would not exist. Therefore, 
total wired glass would produce a detrimental effect on our apartment 
building. 


Building Official's Position 


The design incorporated a combination of plain and wired glass to 
satisfy the Code requirements, however, the apartment building has been 
located closer to the property line than first approved, which results 
in the necessity to use wired glass in all the windows. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that based on the present Master Plan there is sufficiency of 
compliance to the 0.B.C. regarding limiting distance/spatial separation 
provided that a covenant between the owners of both properties and the 
Chief Building Official is registered on the titles of both properties 
guaranteeing that, should the buildings on either property be altered 
from the Master Plan on the exterior in any way, then the parties shall 
be made to comply with the Building Code in force at that time regarding 
the unprotected openings on the exposed adjacent faces and the covenant 
shall run with the title and shall be binding on all three parties, 
heirs, successors or assigns. 


PH segs 


Reasons 


1. Given the Master Plan and this covenant, there is no life safety at 
risk now or in the future. 


2. The Chief Building Official's role in signing this covenant is to 
continue to act as the enforcer of the Building Code should either 
party decide to make changes to the buildings or the Master Plan. 


3. This covenant makes it incumbent on all three parties to search the 
title when a building permit is requested. 


4. A certified copy of the covenant shall be sent to the Building Code 
Commission, by registered mail, addressed to the Commission 
Secretary. 


Ministry 
of Building Code Commission 


Housin i 
Cinkaric g Building Materials Evaluation Commission 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


OCCUPANCY CLASSIFICATION B.C.C. $#87-16-201 
AND EXIT FACILITY 8 December 1987 


General Description of Project 


This is a typical car dealership with repair garage, parts-storage 
areas, Offices and customer waiting room. 


Reason for Application 


1. O.B.C. 0/Reg. 419/86, Sentence 3.1.3.1.(6) allows exceptions to 
major occupancies, however, spray painting is an Fl occupancy, as 
the entire building has not been designed as an Fl a "firewall" may 
separate the rest of the building. 


2. Article 3.4.7.3. requires “every flight of interior stairs shall 
have at least three risers". 


Applicant's Position 


1. Group F, Division 2 includes a "repair garage", however, the spray 
painting while listed as Group F, Division 1 is by definition of 
"major occupancy" a subsidiary to the "repair garage" which is the 
"major occupancy". 


2. Article 3.4.7.3. may have some merit, however, 3.4.7.12.(4) allows a 
Single step at an exterior exit door and our interior building 
conditions represents the same situation without the exterior door, 
on this basis there is no risk or hazard to life safety. 


Building Official's Position 
l. To reclassify the entire building as F2 occupancy and consider the 


Spray painting operation (Fl occupancy) as subsidiary occupancy is 
not permitted under Sentence 3.1.3.1.(6) of the O.B.C. 


2. Stair No. 2 is a required exit, under Article 3.4.7.3. a single 
riser in a flight of interior stairs is not permitted. 


Commission Ruling 

In favour of the Applicant/Building Official. 

1. in the matter of the spray booth, it is a subsidiary use with an F2 
occupancy and, therefore, has sufficiency of compliance with the 


Ontario Building Code. 


2. in the matter of the single riser, this is a direct contravention of 
the Ontario Building Code. 


of xia 


Reasons 


1. The spray booth is a self-contained compartment using a water wash 
system and a co* fire protection system. 


2. The single riser creates a potential accident hazard. 


Ministry Fe 

of Building Code Commission 

Housin 
Ontario g Building Materials Evaluation Commission U ry 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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SPATIAL SEPARATIONS B.C.C. #87-15-200 
BETWEEN BUILDINGS 8 December 1987 


General Description of Project 


An existing building is to be renovated and a new extension added to the 
rear, however, the property line is .61m from the face of the 

building. The building wall is adjacent to the neighbour's fire access 
route and huge grade level parking lot, the proposed renovations and 
addition will have unprotected openings facing this fire access route 
and grade level parking lot. 


Reason for Application 


O.B.C. 0/Reg. 419/86, Sentence 3.2.3.1.(1) requires that the area of 
unprotected openings shall not exceed that set forth in the Tables and 
limiting distance applicable to the exposing building face as set out in 
the Table. 


Applicant's Position 


The site plan agreement, rights in common covenant and easement 
indentures are registered on deed with both property owners with respect 
to development of both properties to be treated basically as one 
property. With these legal instruments in place, the location of 
limiting distance should be altered in regard to this existing 
building's exposing face. 


Building Official's Position 


Limiting distance as used in the Code is measured from an exposing 
building face to a property line, rights of easement and rights in 
common cannot be accepted for this purpose since the Code does not 
permit it. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-15-200 provides sufficiency of 
compliance with the Ontario Building Code on condition that the 
applicant and the owners of the adjacent property enter into a covenant 
and register same on title - to give notice to future owners that, 
should a building be erected on the adjacent property to the South 
and/or East of the subject premises, covered by existing agreements, 
that the then owners shall make such alterations that are necessary to 
meet requirements of the Building Code in force at that time. 


Dane 


Reasons 


Ye 


The Commission sees no life safety problems at this time - however, 
the above condition will provide for life safety protection in the 
future, should conditions change. 


The applicant agrees to provide a copy of the covenant to the Chief 
Building Official and to the Building Code Commission. 


Ministry 2g 
of Building Code Commission 
Housi n P . : e : : 
Ontario g Building Materials Evaluation Commission U b Nn g S 
fo oon rol 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





B.C.C. #87-14-199 
SPRINKLER SYSTEMS 13 November 1987 


General Description of Project 


A very large food chain store is a major tenant in a single storey 
shopping mall and as a typical merchandising outlet they have about 
thirty cashier/customer check out services located underneath several 
Square pyramid shaped canopies adjacent to the front entrance. 


Reason for Application 


O.B.C. 0/Reg. 583/83, Sentence 3.2.5.5.(1) requires that a sprinkler 
system shall be designed, constructed and installed in conformance with 
Nols PeAc oto. 


Applicant's Position 


The canopies do not form part of the building structure, but are rather 
a decorative element. The fabric covering the canopies conforms to the 
requirements for textile flammability specified in Section 2.3.2 of the 
Ontario Fire Code, O.Reg. 67/87. The building is of noncombustible 
construction and completely sprinklered, the area underneath the 
canopies has a very low combustible load and is open for the occupants 
to see and react to a fire. 


Building Official's Position 


The fabric canopies are interior finish as specified in the Building 
Code. While the fabric complies with flame spread requirements of the 
Building Code, it is the manner that the canopies are installed in 
relation to required sprinklers that is in contravention of the 
N.F.P.A.-13 as specified in Sentence 3.2.5.5.(1) of the Building Code. 


The roof level sprinklers will not provide adequate protection to 
control a fire originating below the canopies, because the canopies 
themselves would obstruct proper operation of sprinklers by shielding 
any fire below them. 


Commission Ruling 


In favour of the Building Official. It is the decision of the Building 
Code Commission that this application does not meet the requirements of 
O.B.C.  0/Reg.. 583/83. 


aaa 


Reasons 


1. 


The level of safety described in the 0.B.C. and N.F.P.A. would be 
lowered. 


Any condition that would delay prompt operation of automatic 


sprinklers to control fires at any point by local sprinklers cannot 
be permitted. 


The installation of any "umbrella" more than 4'-0" wide requires the 
installation of sprinklers beneath same. 


Ministry 
of Building Code Commission 


. Housing Building Materials Evaluation Commission 
Ontario 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


SPATIAL SEPARATIONS B.C.C. #87-13-198 
BETWEEN BUILDINGS 13 November 1987 


General Description of Project 


This is a newly constructed one storey glazed greenhouse/sun room added 
to the rear of an existing two storey masonry single family dwelling. 


Reason for Application 


Ontario Building Code Regulation 419/86, Article 9.10.14.15. requires, 
"openings in every wall that have a limiting distance of less than 1.2 m 
shall be protected by closures of other than wire glass or glass block a 
required for the fire-resistance rating of the wall. 


Applicant's Position 


Realizing that the intent of limiting the area of unprotected openings 
in a building face with spatial separation is to limit the spread of 
fire to an adjacent property through heat radiation, the owner has 
proposed to construct a masonry fence on the property line to act as a 
"fire shield". 


Building Official's Position 


The area of the windows not protected is more than Table 9.10.14.A. 
would allow for the existing limiting distance. Subsection 9.10.14. 
does not permit the proposed "fire shield" masonry fence/wall. Further, 
this proposed fence/wall is not addressed anywhere in the Building Code 
nor does it meet or even approach the Code requirements. 


Commission Ruling 


In favour of the Building Official. It is the decision of the Building 
Code Commission that Application #87-13-198 regarding spatial separation 
does not meet the requirements of Ontario Building Code Regulation 
419/86. 


Reasons 

1. An independent fire screen wall is not a "Building" as defined in 
the O.B.C. and is, therefore, not addressed therein. However, the 
Code allows closures and sprinklers. 

2. The height of the proposed wall is governed by the City of 
Scarborough's fence by-law and would not be high enough to provide 


protection for these unprotected openings. 


3. There is no guarantee of continued maintenance of the wall. 
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This is a summary of the decision or authorization. 


Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


BoC. Cie87—=12—197 
LIVE LOADS DUE TO USE AND OCCUPANCY 28 October 1987 


General Description of Project 


This project consists of the first basement level of an existing 
building which was originally a passenger car garage, however, a new 
tenant proposed a health fitness club with a two lane running track 
Surrounding about fifty exercise machines of various types. 


Reason for Application 


Table 4.1.6.A. of 0O.B.C. O/R 419/86 lists gymnasia as an example of an 
assembly area that would require a minimum specified (live) load of 
4.8 kPa (100 p.s.f.) 


Applicant's Position 


The Structural Consultant suggests the proposed occupancy qualified 
under 4.1.6.A. as a "recreation" area that cannot be used for assembly 
purposes, this would require a minimum specified (live) load of 3.6 kPa 
(75 p.s.f.) and the existing floor slab complies with that load. 
However, when the live load reduction allowance under sentence 
4.1.6.3.(9) is applied, this specified (live) load would be reduced to 
levels approaching 2.4 kPa (50 p.s.f.). With all significant areas of 
the floor obstructed by exercise equipment, there are no unobstructed 
areas available to allow "assemblies" of persons to participate in 
activities normally associated with gymnasia. 


Building Official's Position 


In sentence 3.1.2.1.(1), every part of a building shall be classified 
according to its "major occupancy" as belonging to one of the Groups or 
Divisions described in Table 3.1.2.A., which lists gymnasia as an 
example of an A2 (assembly occupancy not elsewhere classified in 

Group A). Sentence 4.1.6.3(1) specifies the load shall be not less than 
the value listed in Table 4.1.6.A., which lists gymnasia under the 
heading Assembly Areas and specifies a minimum load of 4.8 kPa 

(100 p.s.f.). "Assembly Occupancy", this is defined as a gathering of 
persons for recreational or like purposes and that this use is an A2 


gymnasium. 
Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-12-197, would have sufficiency of 
compliance with Ontario Building Code, O. Reg. 419/86 on condition that 
the equipment in the exercise area as indicated on Exhibit 14 (drawing 
#107) be securely fixed to the floor slab to the satisfaction of the 
Chief Building Official. 


Reasons 


Ate 


The fixed equipment prohibits the room from being used for assembly 
purpose. 


The P. Eng. for the applicant has agreed to affix his stamp to the 
documents concerning the slab strength for the proposed exercise 
area. 


The Exercise Area has a ceiling height of approx. 8'-0" which 
prohibits its use as a gymnasium. 


Ministry aS 
of Building Code Commission 
’ Housing Building Materials Evaluation Commission 
Ontario 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 
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B.C.C. #87-11-196 
STORAGE GARAGE 28 October 1987 


General Description of Project 


A proposed new second floor is to be constructed on an existing one 
storey library building and will extend out over the existing open air 
parking area. 


Reason for Application 


Sentence 3.3.7.6.(11) of the Ontario Building Code 0. Reg. 419/86 
requires a storage garage to have at least 1 1/2 hour fire separation 
from other occupancies. 


Applicant's Position 


The second storey extension of the library over the existing parking 
area, will leave the parking area open on three sides and separated by 1 
hour fire resistance rated floor assembly above. The first storey of 
the existing library is separated from the parking area by an existing 
glazed vertical separation. However, a drive lane between the parking 
area and the adjoining library glazed wall would remain with four 
parking spaces for the handicapped. 


Building Official's Position 


By virtue of its occupancy, a "roofed" parking area becomes by 
definition a "storage garage" in the Code. Therefore, a separation of 
at least 1 1/2 hours shall be provided from any other occupancy. 


Commission Ruling 


In favour of the Building Official. It is the decision of the Building 
Code Commission that Application #87-11-196 does not meet the 
requirements of the Ontario Building Code 0. Reg. 419/86. However, the 
Commission rules that a sufficiency of compliance with the 0.B.C. may be 
achieved if a permanent structure is installed to prevent vehicular 
access to the adjacent area of the glazed vertical separation. 


Reasons 


ie The parking area will be separated by a spatial opening from the 
adjoining glazed library wall by about 20'-0". 


on The library floor above the garage will have a minimum fire 
resistance rating of one hour. 


cy The parking area will remain open along three sides of its 
perimeter. 
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j Housing Building Materials Evaluation Commission 
Ontario 
Peres er 


This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





B.C.C. #87-10-195 
OPENINGS FOR COMMUNICATION STAIRWAYS 8 October 1987 


General Description of Project 


A new multi-storey office building proposes to interconnect the ninth 
and tenth floors also the third and fourth floors. This interconnection 
would be for open stairs to facilitate internal circulation and 
communication within these single tenancies. 


Reason for Application 


Ontario Building Code Reg. 419/86, Clause 3,2.8.1.(7)(a) states that 
openings for stairways shall not exceed 10m*. 


Applicant's Position 


The Ontario Building Code permits the interconnection of floors by 
openings similar to the proposed stairs; however, the proposed openings 
are approximately 17m“ in this area. Fire protection requirements of 
Sentence 3.2.8.1.(7) will be implemented in this design, these include 
close-spaced sprinklers and a heat baffle along the open perimeter of 
the through-floor opening. 


In addition, even though not required by the Code, smoke detectors, 
connected to the building fire alarm system will be installed along the 
open perimeter of the stair openings. 


Building Official's Position 


The proposed stair openings of this building exceed the allowable 
permitted openings between floors of 10m“ in area. 


Commission Ruling 


In favour of the Applicant. It is the decision of the Building Code 
Commission that Application #87-10-195 has sufficency of compliance with 
the Ontario Building Code, 0. Reg. 419/86 with respect to life safety. 


Reasons 


The openings between the third and fourth floors and the ninth and tenth 
floors in this building are protected by: 


a) close-spaced sprinklers in accordance with NFPA-13, 

b) smoke baffles in accordance with NFPA-13, 

c) smoke detectors on all four sides of the perimeters of the openings 
on the ceilings of each lower floor, 

d) the building is fully sprinkled in accordance with NFPA-13, 

e) each floor area has been provided with the required exits in 
addition to these convenience stairs. 
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Ministry @ 
of Building Code Commission 
* _ Housing Building Materials Evaluation Commission 
Ontario 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 








B.C.C. #87-9-194 
WALL SHEATHING PAPER 8 October 1987 


General Description of Project 


This project consists of approximately forty homes. Each of these homes 
are two-storey with attached garage, construction is wood with brick 
veneer. 


Reason for Application 


Ontario Building Code Reg. 583/83, Article 9.23.17.3.states that at 
least one layer of sheathing paper shall be applied beneath masonry 
veneer. 


Applicant's Position 


Wall cuts through the masonry veneer at the habitable area of the houses 
clearly revealed the presence of building paper behind the masonry 
veneer. However, inspection holes through the garages revealed the lack 
of building paper. To overcome this apparent violation of the Code, we 
propose the following solutions: 1) coat the outside surface of the 
masonry with a waterproof, but water vapour permeable, spray emulsion; 
2) inject moisture resistant urethane foam insulation in the air space 
over each stud. These and other similar solutions would prevent 
moisture penetrating the veneer and contacting the wood structural frame 
and tentest sheathing. 


Building Official's Position 


Subsection 9.23.17. of the Code clearly states that at least one layer 
of sheathing paper is required behind masonry veneer. The possibility 
of wind driven water passing through the brick veneer and soaking the 
tentest sheathing and the frame wall components, jeopardizes the wall's 
capacity to safely carry the load. The presence of an air space between 
the tentest sheathing and the brickwork is essential to enable unimpeded 
drying of any moisture passing through. Some walls in question are 
located less than 4'-0" to the lot line, thereby requiring a fire 
resistance rating. Any water penetration can also adversely affect the 
gypsum board finishes in these cases. 


Commission Ruling 


In favour of the Building Official. It is the decision of the Building 
Code Commission that Application #87-9-194 does not meet the 
requirements of Article 9.23.17 of O. Reg. 583/83. However, equivalency 
of compliance may be obtained as outlined in Article 9.3 if carried out 
to the satisfaction of the Chief Building Official. 


Reasons 


The integrity of the structures must be protected from unnecessary risk 
of deterioration by the elements. 
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Ontario 
SRR LE SSIES SELLS PN ARETE IE RO A EPR DE SITS SE AN 5 LIE A DIES EEN SER BSED ROSE 
This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 





AUTHORIZATION #87-9-106 
BY THE 9 December 1987 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 18 (4) (b) of the Building Code Act, 
Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


Dansk Eternit-Fabrik A/S., 
Sohgaardsholmsvej 2 

PHeO Le Boxw763 

DK - 9100 Aalborg, 

Denmark 


AGENT: 


C. Pacenza Roofing Imports 
365 Barton Street 

Stoney Creek, Ontario 

L8E 2k4 


ON THE SUBJECT I0F ; 


Cembonit B7 Fibre Cement Corrugated Sheet Roofing, this is a 
Portland cement matrix reinforced with organic fibres and having 
an additional cement bonded coloured top layer and an acrylic 
faced final surface coating. 


THE COMMISSION HEREBY AUTHORIZES to the Applicant the use of the 
aforementioned matter subject to the following terms and conditions: 


Me Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the applicant 
or the agent at the above address, withdraw the authorization and 
no further installations shall be made subsequent to the 
effective date of the termination as set out in the written 
notice. 


e. The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or parties and 
does not in any manner warrant or guarantee the correctness 
and/or the successful performance of the subject matter. 


NR 


This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however, it is not to be used expressly or 
impliedly as an endorsement of any product, material, technique 
or design which is described herein. 


This AUTHORIZATION is not transferable to any other party. If 
the APPLICANT makes any revision or change to the address or the 
materials, technique, design, system and/or use of the same shall 
automatically be cause for termination, unless prior approval is 
granted for such revision or change by the COMMISSION. 


Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with the 
terms and conditions described herein shall be deemed not to be a 
contravention of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS 
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Except as authorized herein all applicable requirements of the 
Ontario Building Code Act and Ontario Regulation 419/86 shall be 
met. A copy of this Authorization shall be kept and maintained 
on the site of construction. 


When this roofing system is used for noncumbustible construction 
all components and support members shal] be of noncombustible 
materials. 


Conformance shall be made to a current CMHC Evaluation Report, 
however, in case of conflict with this authorization the more 
stringent matter shall prevail. 


Subject to paragraphs herein this roofing system shall be in 
accordance with the manufacturer's published instructions and 
installation shall be by the manufacturer's trained qualified 
tradespersons. 


In lieu of wood roof sheathing for this roofing system, wood 
purlins (battens) may be used. 


For existing roofs, the structural adequacy of the roof framing 
and the supporting members shall be examined by a qualified 
manufacturer's representative and a written, signed and dated 
certificate shall be attached to the manufacturer's warranty with 
copies to the building official and owner(s). 


Voids between existing roofing systems and this new roofing 
system shall not be filled with insulation. 


“TH 
DATED at Toronto this 2 day in the month of DECEMBER in 
the year 1267- f6r -suthorization 4 &7-A3-1060n 
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Ministry ig 
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This is a summary of the decision or authorization. 
Further information may be obtained by writing to the Commission Secretary, 777 Bay St., Toronto, Ont. M5G 2E5 


AUTHORIZATION #87-7-104 
EY ale 9 December 
BUILDING MATERIALS EVALUATION COMMISSION 


IN THE MATTER OF Section 238-04) ob) eof the Budiding Code -Acr, 


Revised Statutes of Ontario, 1980, Chapter 51 


AND IN THE MATTER OF the Applicant: 


ON THE 


Alloycraft Limited 
12 Raitherm Road 
Toronto, Ontario 
M6B 1S6 


SUBUEC IO UR: 


#2006 Safety Mirror Backing. Film reinforced backing materials 
for framed mirrored glass, sliding or folding, wardrobe reach-in 
clothes closet doors, as an alternative to hardboard, plywood or 
particleboard. 


THE -COMMTSSTON HEREBY AUTHORIZES to Une’ applicant tne Userot tne 
aforementioned matter subject to the following terms and conditions: 


i 


Where in the opinion of the COMMISSION negative experience 
indicates that this authorization should be amended and/or 
terminated, the COMMISSION may by written notice to the applicant 
or the agent at the above address, withdraw the authorization and 
no further installations shall be made subsequent to the 
effective date of the termination as set out in the written 
notice. 


The COMMISSION does not assume or undertake to discharge any 
responsibility of the applicant to any other party or parties and 
does not in any manner warrant or guarantee the correctness 
and/or the successful performance of the subject matter. 


This AUTHORIZATION may be mentioned in promotional and/or 
advertising material, however, it is not to be used expressly or 
impliedly as an endorsement of any product, material, technique 
or design which is described herein. 


This AUTHORIZATION is not transferable to any other party. If 
the APPLICANT makes any revision or change to the address or the 
materials, technique, design, system and/or use of the same shall 
automatically be cause for termination, unless prior approval is 
granted for such revision or change by the COMMISSION. 
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Construction and installation shall be in conformance to all 
applicable governing legislation except that compliance with the 
terms and conditions described herein shall be deemed not to” bea 
contravention of the Building Code. Where applicable any change 
in the Act, Regulation or Code provisions shall be grounds for 
re-evaluation by the COMMISSION. 


AND SPECIFIC REQUIREMENTS 


The applicable standard for this AUTHORIZATION shall be 
CAN 2 - 82.6 - M 85 "Mirrored Glass, Sliding or Folding, Wardrobe 
Doors". 


Labelling of each mirror, shall also indicate conformance to; the 
applicable standard number, title, Fabrene woven/coated 
polyethylene and five year warranty on the mirror and backing. 


Installation of the film backing shal] conform to the 
manufacturers published installation instructions and 
recommendations as submitted to the COMMISSION to date of this 
AUTHORIZATION to provide a proper bond at lamination. There 
shall be no exposure of adhesive to surface contaminates on the 
glass. 


The manufacturer shall record testing involving aging of the 
adhesive and backing to determine and correct if degradation 
occurs. 
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BUILDING MATERIALS EVALUATION COMMISSION 
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